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ACTS  AND  REGULATIONS 
OR  CONSUMERS  OF  WATER 

Issued  by  the 

DEPARTMENT  OF  WATER 

SUPPLY,  GAS  AND  ELECTRICITY 

CITY    -    .OF     -     NEW     -  YORK 


FACTS  AND  REGULATIONS 


FOR 


CONSUMERS  of  WATER 


Issued  by  the 

DEPARTMENT  of  WATER  SUPPLY, 
GAS  and  ELECTRICITY 


CITY  OF  NEW  YORk 


DEPARTMENT  OF  WATER  SUPPLY, 
GAS  AND  ELECTRICITY. 


New  York  City 

To  The  Citizens  of  New  York  City: — 

This  pamphlet  is  issued  for  the  purpose  of  saving  the  tax- 
payer money  by  calling  public  attention  to  certain  valuable 
information  concerning  the  consumption  of  water  and  the 
regulations  governing  its  use.  Persons  receiving  these  pam- 
phlets should  retain  them  for  future  reference,  for  by  so  doing 
they  will  save  themselves  unnecessary  trips  to  the  main 
offices  of  the  Department  to  obtain  the  often  needed  infor- 
mation which  they  contain.  It  is  particularly  valuable  to 
plumbers  as  it  contains  all  rules  and  regulations  affecting 
work  performed  by  them  under  permits. 

Your  attention  is  particularly  directed  to  the  vigorous 
campaign  gainst  water  waste  which  is  being  conducted  by 
this  Department,  and  I  refer  you  to  the  part  of  the  pamphlet 
devoted  to  *'Water  Waste  Facts." 

Taxpayers  and  tenants  are  urged  to  co-operate  with  this 
Department  as  it  is  your  duty  to  do  so  when  you  realize 
that  water  wasted  is  money  wasted.  Your  co-operation  will 
do  much  to  help  not  only  the  City,  but  yourselves. 

Respectfully, 

NICHOLAS  J.  HAYES, 

Commissioner. 


OFFICES  OF  THE  DEPARTMENT 

Infiwoato  wMng  to  matters  OM^^ 

Manhattan.  Municipal  Building  ^JL^'^^ 

Th^Broni,  Bfflgen  Bldfj.,  Tremont  and  Arthur  Avea  Vrf^niL??^ 

BrooUyn>ermiiMil  BlSk..  60  Court  Street  I'  ^^SfpIS?.  ^snn 

Quorng  Municipal  Bldg.,  Court  Sq..  Long  lalaDd  City.  Hunters  Point-gSflO 

liichoiond,  Borough  Bidg.,  New  Brighton,  8. 1  •  •  •  •  ■■"P*^*"*^^ 

A  eatpi  of  man  M  KttadM  to  tbe  following  stations  to  attend  to  the  t«au  oi  water  maiui  and  bydraalK 

District  Manhattan  Headquarters  w^it^^ 

Hi^h  Pressure  ¥^  System,  226  West  Broadway  5E5Ik!i9M 

Battery  to  10th  St..  128  Worth  Street  T^SSjifSmtt 

lOtb  St.  to  59th  St.,  24th  St,  and  East  River  *  HSHESSft 

69th  St.  to  228th  St..  Sylvan  PI.  and  12l«t  St  '  wSS^^ 

Bmervmey  eall.  day  and  night  Worth^20 

The  Bronx  »^  

West  Side.  South.  1192  Fulton  Ave  *  JmSSSISS 

West  Side.  North,  Gun  HiU  and  Putnam  Bde  SSt5iM 

East  Bide,  3835  White  Haina  Rd  ^  ;  w^^Sm 

Em«m«^(byaiidDyht.  WomM320 

The  Brooklyn 

East  New  York.  137  Jamaica  Ave  j  SfSfTn 

Western  District.  Butler  and  NevinsSts  JSiSI;?;?"*  iiw 

Eastern  District.  335  Berry  Street.   ft^w2i!M12 

Coney  Island.  Ave.  V  and  East  HthSt  ConyWgnfrWU 

Emereency  call,  day  and  night  » •  •  ■  •  mim  mirv 


FirBt  Ward.  Dryer  Ave.  and  Gune  St  ftSllf'lSUi 

Seoond  Ward.  Corniah  St.  N.  of  Queens  Blvd.  ^^7r 

KmaiBDoy  eall,  night  mnmm  icai 


Mertih  Shore.  CMteton  Ave.  naar  Jewett  Ave  *?'.^*^'".?"**^15 

B^^,m^1h>M^  St.  Stapteton  SSliruiliS 

Tottenville.  Jolitie  Ave.  netf  AmboyRd  t^SIIiJuISSmm 

Emergency  caU,  day  iSSSSSSk^ 

BBflK|Baayean,nilitaMlSBMlv  TiUMWBim 


SOURCES  OF  WATER  SUPPLY 

The  Mumcipality  now  has  available  as  sources  of  supply: 

fa^  Esopus  Creek,  in  the  Catskilis  where  the  run-off  from  257  square  miles  of  watej> 
shed  is  collected  in  Ashokan  reeervoir  which  has  an  available  storage  ca^mty  of  130^- 
429,000^000  gcdkuis. 

The  Sdioharie  development  on  which  work  is  now  under  way  and  which  it  is  planned 
will  be  completed  in  1925.  will  add  314  square  miles  of  watershed  area  to  the  Catskill 
system  Schoharie  creek  hes  north  of  the  Esopus  in  the  heart  of  the  Catskill  moimtaina 
The  run-off  from  this  watershed  will  be  collected  in  Schoharie  reservoir,  which  wiU 
store  20,000,000,000  gallons  of  water.  From  this  reservoir  the  water  will  be  diverted 
through  Shandaken  tunnel  and  tikm  find  its  way  doTO  the  praseat  channel  o£  Eeopua 
creek  into  Aahokan  reservoir. 

(h)  Bronx  and  Byram  rivers  in  Westchester  County  where  the  run-off  from  22 
squire  miles  of  watershed  is  collected  in  the  enlarged  Kensico  reservoir  having  an 
available  storage  capacity  of  30,573,000,000  gallons.  (Kensico  reservoir  is  now  part 
of  ibe  Catskill  system  and  serves  to  i»ovide  additional  stotage  lor  CatskiU  water.) 

Water  from  the  Catskill  sources,  including  the  run-off  from  the  Bronx  and  Byram 
watersheds  is  delivered  within  all  boroughs  of  the  city  by  gravity.  That  is  to  ^y 
the  water  flows  from  the  reservoirs  to  the  City  and  into  the  distribution  pipes  under 
such  pressure  that  it  generally  need  not  be  pumped  before  it  reaches  the  ccmumer. 
The  safe  yield  of  the  Cat^ill  system,  or  in  other  words,  the  amount  of  water  that  can 
be  depended  upon  during  vears  of  low  rainfall  is  315,000,000  gallons  daily.  After  the 
worknow  under  way  is  completed  the  safe  yield  will  be  615,000,000  gallons  daily. 

(c)  Croton  river,  in  Putnam  and  Westchester  Counties,  where  the  water  from  375 
square  miles  of  watershed  is  collected  in  twelve  reservoirs  and  six  controlled  lakes 
having  a  combined  available  capacity  of  104,403,000,000  gallons. 

Croton  water  is  delivered  to  the  boroughs  of  Manhattan  and  The  Bronx  by  gravity 
but  some  of  it  must  be  pumped  within  the  bcffough  limits  to  reach  the  higher  eievaf 
tioiift.  The  safe  yield  of  the  CiotoQdevetopmeat  is  336,000,^ 
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(d)  Brooklyn  and  Ridgewood  watersheds  on  the  south  side  of  Long  Island,  where 
water  is  obtained  from  small  surface  streams,  and  from  infiltration  galleries  and  driven 

W^B. 

The  safe  yicdd  of  these  watorsheds  is  about  140,000,000  gallons  daify,  all  of  which 
must  be  pumped. 

(e)  Borough  of  Queens,  where  water  is  obtained  from  dziveD.  weDs  aad  from  a  emaU 
lake  witlun  uie  borough  limits. 

The  municipality  owned  system,  including  the  pumping  stations  of  the  Citizens 
Water  SujDply  Company,  taken  over  by  the  city  in  April,  1922,  yields  about  20,000,000 
gaUons  daily. 

(f)  Borough  of  Richmond,  where  water  is  obtained  frcm  driven  wdb.  The  Bidi- 
immd  tc^stem  yidds  about  12,000,000  galhma  dailtr- 

BO|lOUGH  SUPPLIES 

Each  boroun^  is  divided  into  two  or  mine  inde(>eiideiit  portions  or  service  semes, 
the  boundaries  ci  which  are  fixed,  in  general,  by  the  groimd  elevation.  This  arrange- 
nient  is  necessary  to  fttovide  satiafact^  pressures  aiul  also  to  permit  an  economical 

distribution  of  water. 

The  Bronx.  The  high  service  area  covering  the  higher  ground  elevations  is  supplied 
with  Catskill  water  under  full  hesd.  The  intmnediate  service  area  is  mippUea  with 
Catddll  water,  imder  reduced  head,  and  witii  Croton  wator  pumped.  Thelow  service 
area  is  supplied  with  Ckoton  gravi^  water. 

Manhattan.  The  very  high  ground  in  the  Washington  Heights  and  Fort  George 
sections  is  supplied  with  Croton  water  pumped.  The  remaining  high  ground  is  supphed 
with  Catskill  water  under  full  head.  The  intermediate  service  area  is  supplied  with 
Catdcfll  water  under  reduced  head  and  witii  Croton  water  pumped.  The  low  service 
area  is  supphed  with  Croton  gravity  water.  A  large  portion  of  the  area  south  of  341h 
street  is  supplied  with  Catskill  and  Croton  pumped  water  during  the  day  and  with 
Croton  gravity  water  at  night.  This  is  done  to  furnish  adequate  pressure  during 
business  hours  when  the  draft  on  the  dsstribotiiim  tQrstem  is  heavy  and  to  oonaove  the 
Catekill  8U|^y . 

Brooklyn.  The  Catskill  supply  is  used  for  all  three  services  in  this  borough.  The 
local  Brooklyn  gystem  is  used  to  supplement  the  Catskill  supply  in  the  low  service 
area  which  covers  the  greats  portion  of  the  borough.  The  Flatbush  section  (29th 
Ward)  is  supphed  with  sub-sunace  wat^  by  the  Tiatbudi  Water  Works  Company. 

Queens.  The  municipahty  supplies  only  the  First,  Second  and  Third  Wards  of 
this  borough.  The  CatsloQ  supply  is  used  for  all  three  wards.  It  ia'Biqq[ilemented  by 
the  supply  fnxa  local  souroes  wnwi  at  pieaait  fuciiiah  about  (»e-quarter  of  Urn  total 

supply. 

A  small  section  of  the  Second  Ward  and  the  Fourth  and  Fifth  Wards  are  supplied 
with  sub-surface  water  by  private  companies.  All  private  water  companies  are  under 
tlw  general  ocmtrol  of  tibe  Gomindssimiar  of  Watw  Si^i^,  Gas  and  ^eetrio%. 

Richmond.  Cateidll  water  fumiAes  about  two-Uurds  of  the  presmt  siqiply.  Tlie 
reamMning  ope4hird  ia  mxppBBi.  from  local  sources. 

FACTS  OF  INTEREST  TO  THE  CONSUMER 

Testa.  The  sources  of  supply  are  all  carefully  patrolled  and  samples  taken  daily 
from  various  pointa  am  OTammed  and  aoalyied  at  the  labwatoies  maintained  by  the 

Department. 

Quality.    When  occasionally  taste  and  odor  are  noticed  in  the  water,  they  axe 
caused  by  invisible  plant  growths  that  are  not  harmful  to  health. 

Supply.  Dirt  in  the  water  is  usually  caused  by  iron  rust  and  other  sediment  in 
tibe  street  pipes^  house  pipes  or  tanks,  hmg  stined  up  by  unnsually  laise  cbafts  from 
mains,  swm  as  u  caused  py  qpemng  a  street  hydrant. 

Pressure.   The  City  is  not  legally  required  to  deliver  water  at  a  pressure  groattf 
than  is  necessary  to  carry  the  water  into  the  basements  of  houses.    Effort  is  made, 
however,  to  maintain  a  pressure  sufficient  to  raise  water  to  levels  of  top  floors  of  build- 
inoB  of  average  height.  Complaints  of  lade  of  pressure  should  be  sent  to  the  main  . 
omoe  in  your  raroui^ 

Leaks.  If  you  notice  a  leaking  hydrant  or  escape  of  water  from  a  street  main  or 
roof-tank,  please  telephone  Worth  4320,  the  headquarters  of  the  Department,  or 
Spring  3100  (Police  Headquarters),  In  this  way  the  proper  district  foreman  will  be 
notified      action  t^l'^yriT 
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HOW  TO  READ  A  WATER  METER  AND  ASCERTAIN 

IF  IT  IS  REGISTERING 

Consumers  are  advised  to  learn  how  to  read  a  water  meter  that  th^  may  have  tfae 
neoeasaty  infonnatioii  idatiTe  to  tiieir  oonsumptioii  of  water. 

1.  Before  attempting  to  read  a  water  meter,  see  that  it  is  registering.  To  do  this 
you  must  turn  on  the  water  and  allow  it  to  pass  through  the  meter.  If  the  meter  is 
registering,  the  pointer  on  the  lowest  dial  will  move;  but  if  it  does  not  move  under 
these  conmtions,  you  should  notify  the  Wat»  Department  at  once,  as  Uiis  will  tend 
to  lesBexi  dilutes  as  to  charge  for  water  consumed  while  your  meter  was  out  of  order.  . 

2.  Commence  reading  the  meter  by  noting  carefully  the  \  alue  of  the  unit  in  which 
the  dial  reads.  This  is  indicated  by  each  dial.  These  figures  indicate  the  value  of  one 
complete  revolution  of  the  pointer,  therefore,  each  division  of  a  dial  represents  one- 
tenth  of  the  amount  marked  i^pEunst  each  dial.  It  should  further  be  noted  that  one 
complete  revdittbn  of  a  {Munter  of  any  dial  is  eqiial  to  one  divinm  of  the  dial  of  next 
hii^oer  value. 

3.  Care  must  be  taken  to  note  the  direction  of  movemmt  of  the  pointers  whieh 

rotate  on  alternate  dials  in  opposite  directions. 

4.  Read  the  dials  commencing  with  the  one  marked  10  and  continue  in  the  order 
shown  by  figures  on  outside  of  each  dial,  setting  down  the  figures  as  read,  i.  e.,  the 
reading  of  the  10  dial  in  the  units  column;  that  of  the  100  dial  in  tito  tens  odlumn,  etc* 

5.  Always  set  down  the  figure,  on  each  dial,  that  has  been  passed  last  or  is  just 
covered  hy  the  pointer. 

Note  Canrfully.  As  the  reading  of  each  dial  depends  upon  the  reading  of  the  one 

of  next  lower  value,  care  must  be  taken,  when  the  pointer  of  the  dial  being  read  is  close 
to  or  covering  a  figure,  for  unless  the  dial  of  next  lower  value  has  completed  a  revolution 
or  passed  the  0,  the  pointer  which  is  being  read  has  not  completed  Uie  divisiaD  upon 
which  it  may  appear  to  raat  and  the  last  figure  which  is  has  entirely  passed  should  be 
set  down  on  the  record. 

6.  When  the  meter  has  registered  its  full  capacity,  that  is.  one  complete  revolution 
of  the  highest  dial,  it  returns  to  0  and  starts  again.  Whenever  this  happens,  place  in 
front  of  the  reading  of  all  the  dials,  the  figure  1.  You  must  do  this  in  order  to  obtain 
the  present  reading. 

7.  Subtract  from  the  preset  reading  the  previous  reading  and  calculate  the  differ- 
ence at  ten  cents  (10  ccaots)  pear  100  euBe  fe^,  and  you  have  the  amount    your  bill 

in  dollars  and  cents. 

There  are  two  types  of  meter  dials.   One  a  direct  reading  dial  which  needs  no  in- 
struction.   The  other  is  shown  helow: 
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The  City  charges  for  metered  water  $1.00  per  1,000  cubic  feet. 

Meters  will  he  installed  and  repaired  by  City  plumbers  on  the  failure  of  property 
owners  to  have  this  work  done  within  the  time  specified  by  Department  ordeis.  Xlie 
cost  (rf  such  work  will  become  a  li«a  upon  the  properly. 

IF  YOUR  BILLS  SEEM  TOO  HIGH  LOOK  OUT  FOR  WATER  WASTE. 

WATER  WASTE  FACTS 

Each  citizen  of  New  York  must  either  directly  or  indirectly,  whether  hLs  supply  is 
metered  or  not,  pav  towards  the  cost  of  water.  That  is,  water  wasted  even  by  consumers 
whose  places  are  not  metered  becomes  a  burden  <m  th«m  through  Uie  nec^ity  for 
incieased  taxatiw.  The  active  co-operation  on  the  part  of  consumes  to  check  the 
waste  of  water  would  hdp  to  reduce  this  OKpenditure  and  will  be  of  great  general  ben^t 
to  the  City. 

When  closing  your  house  for  any  period  of  time  see  that  the  water  is  turned  off  to 

insure  against  a  leak  occurring  during  your  absence. 

Consumers  should  inspect  their  meters  frequently  to  guard  agaiast  leaks  which  are 
often  the  cause  of  water  bills  being  larger  than  the  consumer  expects. 

To  determine  the  presence  of  hidden  leaks  consumers  should  occasionally  close  all 
outlets  and  observe  the  meter  to  see  if  it  registers  or  not. 

Do  not  neglect  leaking  toilets,  for  a  leaky  toilet  will  waste  tram  $10  to  »30  worth  of 
water  -a  year.  This  leak  may  occur  without  bemg  visible,  but  eaa  be  detected  by 
listening  on  the       leading  from  the  tank  or  on  the  tank  itself. 

If  care  is  exercised  when  installing  piping,  to  keep  the  hot  water  and  cold  water  pipes 
at  least  a  foot  apart,  it  will  be  unnecessary  to  let  a  faucet  run  to  get  a  cool  drmk. 

'  Do  not  allow  roof  tanks  to  overflow.  This  is  a  very  important  source  of  water  waste 
and  can  be  eliminated  by  providing  tanks  with  ball  cocks. 

Some  consumers  leave  the  faucets  open  on  cold  nights  to  prevent  freezing  of  water 
pipes.  This  is  a  violation  of  the  Department  rules.  Pipes  should  be  properly  protected 
and  the  City  water  saved. 

If  consumers  notice  that  their  meters  are  damaged  or  not  re^stmng,  they  may 
save  themsdves  much  trouble  and  the  necessity  for  the  averagmg  of  bills  over  long 
periods  of  time,  if  th^  will  r^Mfft  Hm  fact  inunediotely  to  the  Bureau  of  the  Water 
Roister. 

Consumers  will  save  themselves  expense  by  taking  precautions  to  keep  their  metess 
projbected  from  dirt  and  violence. 


ILLUSTRATIONS  OF  WATER  WASTE  WHAT  LEAKS  AND  CARELESSNESS  COST 


jigutes  g  iven  under  famcei  represent  the  annual  fttm  of  wokr  amd  iis  vahte  ai  meter  raieA 
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SECTIONS  OF  PIPE  SHOWING  SOME  CAUSES  OF  WATER 

WASTE  AND  REDUCED  PRESSURE 

These  illustrations  show  only  a  few  of  the  many  causes  of 
the  waste  of  water,  as  well  as  the  reduced  pressure  resulting 
frmn  the  bad  ooiUUtion  <tf  service  pipes  9m  house  fixtures. 


Figure  1.  The  Effect  of  Corrosion 
on  Black  iron  Pipe  which 
has  baoa  EMob  tbmugh. 

thh  H  a  very  common  fenn  of 


Flfuro  4.  Iron  IHpo  Damagod  hf  Unoquat* 


fothis  «i8Q  the  fracture  is  longitudinally  along  tbs  aeatt  and* 
MMdily  adimta  of  lain  Mm. 


Figure  2.     A  Leaking  Wiped  Joint. 
Doe  to  poor  workmanship. 


flguvaS*  rqmfcinarian  of Cotyoaton  and 

This  one-half  inch  pipe  is  00  corroded  tlud  iha  Opefr" 
ing  «ouU  aowo^lr  admib  of  a  wy  ainaU  aUaaia* 


Figufa  3.   Esamplas  of  Badly  Comdad  Sarvlea 

Pipes. 

It  fn-qucntly  occurs  that  the  failure  of  water  to  reach 
the  third  or  even  llie  second  story  of  a  building  is  caused 
not  hy  lack  of  pressure,  in  the  Street  maim,  but  1^ 
corroded  eervice  pipes. 


FlgtttaS.  The  Effect  of  Electialyria  on 

Lead  Service  Pipe* 

The  lead  has  been  eaten  completely  away  in 
one  pbwe  permitting  of  a  consideialwa  leak. 


In  consequence  of  corrosion  and  leakage,  cases  are  frequently  found  where  the  pressure 

on  the  street  main  as  taken  at  the  hydrant,  is  forty-five  pounds  and  that  on  the  first 
floor  of  an  adjacent  dwellinp:  is  only  three  or  four  pounds.  This  condition  when  dis- 
covered can  be  corrected  only  by  replacing  the  old  service  jpipe  by  a  new  one.  It  can 
be  prevented  to  a  great  extent  whm  tibe  s^rviee  is  first  laid  py  exeFcising  caze  in  the 
sdeetim  of  materials  used  and  by  procuring  good  woitanBiMhip, 

TESTING  ELECTRIC  AND  GAS  METERS 

Electric  Meters. 

Any  householder  or  tenant  of  a  house  or  building  can  have  lis  electric  meter  tested 
by  writing  by  registered  mail  to  the  Department  of  Water  Supply,  Gas  and  Elec- 
tricity and  enclosing  two  dollars  ($2.00).  If  the  meter  does  not  comply  with  the 
legal  requirements,  the  two  dollars  will  be  returned.  If  the  meter  does  comply  with 
the  legal  requirements  the  two  dollars  will  not  be  returned.  In  either  case  a  full  re- 
port of  the  test  will  be  sent  to  the  applicant  for  the  tesL 

Gas  Meters* 

Gas  meters  are  not  tested  by  this  Department.  They  will  be  tested  if  a  request 
is  made  to  the  Pubhc  Service  Commission. 
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LAWS,  ORDINANCES  AND  REGULATIONS  GOVERNING  THE 
USE  OF  WATER  IN  NEW  YORK  CITY 

The  foUoiriitg  extracts  from  the  Charter  of  the  City  of  New  York  and  the  Code 
of  Ordinances  of  the  City  of  New  York  relating  to  the  uss  and  supply  of  water  are 
published  for  the  information  of  water  consumers. 

CHARTER  OP  THE  dTY  OF  NEW  YORK 

Jurisdiction.-7-|469.  The  eonumsBum^  of  wat^  supply,  gas  and  dscstAAty 
shall  have  jurisdiction,  dua:g<e  and  oontnd: 

1.  Of  all  structures  and  property  connected  with  the  supply  and  distribution  of 
water  for  public  use,  except  the  same  shall  be  owned  by  private  corporations!  including 
all  fire  and  drinking  hydrants  and  all  water  meters. 

2.  Of  furnishing  the  water  supply  and  maintaining  its  quality,  and  of  the  investi- 
gation for,  and  the  ocHmtruction  of  all  work  neeeasazy  to  deliver  the  proper  and  required 
quantity  of  water  with  ample  resm^e  for  c<mtiiigBDcies  and  future  demands. 

3.  Of  the  collection  <rf  the  T&mam  fircHA  the  service,  sale  (sr  use  of  water  from  the 
puUic  water  supply. 

4.  Of  making  and  enforcing  rules  and  regulations  governing  and  restricting  the 
use  and  supply  of  water;  of  niaJdiig  rules  and  regulations,  subject  to  the  approval  of 
the  board  <m  aldermen,  concerning  and  fixing  uniform  annual  charges  and  extra  and 
miscellaneous  charges  for  the  supply  of  water,  meter  rates  and  minimum  charges  for 
the  supply  of  water  by  meter,  annual  service  charges  and  charges  for  meters  and  their 
connections,  and  for  their  setting,  repair,  and  maintmiaace,  and  fines  for  violatioim 
of  rules  and  regulations;  of  enforcing  such  rules  and  regulations  and  of  collectmg  such 
charges  and  fines;  of  the  acquisition  from  private  owners,  with  the  approval  of  the 
board  of  aldermen  and  upon  such  terms  and  subject  to  such  rules  and  regulations 
as  may  be  approved  by  said  board,  of  any  meters  installed  upon  prenuses  connected 
with  the  pubhc  water  supply;  of  making  and  enforcing  rules  Mid  regulations,  and  of 
fixing  and  collecting  charges  and  fines  where  no  rules,  regulations,  charges  and  fines 
approved  by  the  board  of  aldermen  are  appUcable;  but  no  fine  for  the  violation  of 
rules  and  regulations  shall  be  imposed  against  any  property  unless  notice  thereof  be 
mailed  by  the  department  to  the  iwi^rty  unless  addressed  to  the  owner,  or  where 
his  name  is  unknown  to  * 'owner  or  occupant"  and  a  hearing  be  afforded;  and  of  recom- 
mending to  the  board  of  aldermen  proposed  ordinances  relating  to  any  of  the  matters 
within  the  province  of  his  department. 

5.  Of  the  making  and  performance  ol  contracts  when  duly  authorised  in  accord 
with  the  proviaoos  <k  this  act,  and  for  the  execution  of  the  same  in  the  matter  of  furnish- 
ing the  city,  or  any  part  thereof,  with  gas,  electricity  or  any  other  illuminant  or  of 
steam;  of  the  selecting,  locating  and  removing  and  changing  of  lights  for  the  use  of 
the  city;  of  the  inspecting  and  testing  <rf  gas  and  dectncity  used  for  light,  heating 
and  power  purposes,  decmc  meters,  electric  wires  and  of  all  lights  furnished  to  said 
city;  and  of  the  use  and  transmission  of  gas,  electricity,  pneumatic  power  and  steam 
for  all  purposes  in,  upon,  across,  over  and  under  all  streets,  roads,  avenues,  parks, 
public  places  and  public  buildings-  of  the  ccmstniction  <rf  dectric  mains,  conduits, 
conductors  and  subways  in  any  such  streets,  roads,  avenues,  parks  and  public  places, 
and  the  granting  of  the  permission  to  open  streets,  when  approved  l)y  the  borough 
president,  and  to  open  the  same  for  the  purpose  of  carrying  on  therein  the  business 
of  transmitting,  conducting,  using  and  sdling  electricity,  steam  or  for  the  service  of 
pneumatic  tubes.  This  secti<m  shall  not  be  construed  to  empower  the  said  commissioner 
to  grant  permission  to  open  or  use  the  streets  except  by  persons  or  corporations  other- 
wise duly  authorized  to  carry  on  business  of  the  character  above  specified. 

Charges  to  be  Liens. — §473.  All  uniform  annual  charges  and  extra  and  miscel- 
laneous charges  for  tiie  supply  of  water,  charges  in  accordance  with  meter  rates,  and 
mintmnm  charges  foT  the  supply  of  water  by  meter,  annual  service  charge^  and  charges 
for  meters  and  their  connections  and  for  their  setting,  repairing  and  maintenance, 
penalties  and  fines  for  the  violation  of  rules  and  regulations,  shall  become  a  charge 
and  lien  upon  the  land  and  buildings  where  the  water  was  consumed  or  supi^ed,  the 
service  rendered  or  the  meters  installed,  and  against  which  they  are  imposed,  and  if 
not  paid  shall  be  transmitted  to  the  comptroller  for  collection.  Such  charges  may 
also  be  collected  from  the  consumer  of  water  or  owners  or  occupants  of  all  such  lands 
and  buildings.  No  charge  for  the  supply  of  water,  othw  than  a  meter  eharge,  minimnm 
charge  or  annual  service  charge  shall  be  made  against  any  house  or  lot  or  any  portion 
or  portions  thereof  where  a  water  meter  may  have  been  or  shall  be  placed  as  provided 
in  this  act.  In  all  cases  where  a  water  meter  may  have  been  or  shall  be  placed  the 
charge  for  supply  of  water  shall  be  determiited  only  by  the  quantity  of  wato*  actually 
used  as  shown  by  said  meters,  except  for  a  minimum  charge  or  an  aimnal  aerviee  dwucge 
and  mmg^  as  ^vided  by  aectioa  475  of  this  act. 
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Water  Meters:  When  to  be  Placed. — §475.  The  eoinini.ssioner  of  water  supply, 
gas  and  dectridty  is  authorized  in  his  discretion,  to  install  or  cause  to  be  insti  died 

w  ater  meters,  the  pattern  and  maximum  price  of  which  shall  be  approved  by  the  board 
of  aldermen,  in  any  or  all  stores,  workshops,  hotels,  manufactories,  office  buildings, 
public  edifices,  at  wharves,  ferry  houses,  stables  and  in  all  places  in  which  water  is 
furnished  for  business  consumption,  and,  if  authorized  thereto  by  resolutiim  or  or^ 
nance  of  the  board  of  aldermen,  in  any  or  all  apartment  houses,  tenements,  flat  houses, 
and  private  dwellings,  and  upon  written  demand  of  the  owner  of  any  lot  or  premises 
to  which  such  water  is  supplied,  he  shall  install  or  cause  to  be  installed  a  meter  or 
meters.  Thereafter,  as  shall  be  determined  by  the  commissioner,  the  said  department 
shall  make  out  all  bills  and  charges  for  water  furnished  by  the  department  to  such 
premises  in  ratable  proportion  to  the  water  furnished,  as  ascertained  by  meter  subject 
to  such  minimum  and  service  charges  as  may  be  established,  except  that  when  a  meter 
shall  fail  to  r^»ter  correctly,  or  shidl  cease  to  record  the  flow  of  water,  or  where  a 
meter  shall  have  been  ranoTed  from  prennises  for  repaira,  or  for  any  other  reason, 
then  the  commissioner  may  disregard  such  incorrect  registry  or  such  non-registry 
and  may  chaige  for  water  suppUed  during  the  period  when  such  meter  shall  have 
been  out  dT  the  premises  for  repairs  or  for  any  other  reason,  at  the  aven^  daily  regis- 
tration of  water  indicated  for  an  appropriate  period  prior  or  subsequent  to  sudi  period. 
All  expense  and  cost  of  meters  and  their  connections,  and  of  their  setting,  repair  and 
maintenance,  unless  with  the  approval  of  the  board  of  aldermen  such  expense  and 
cost  be  borne  by  the  department,  shall  be  a  charge  and  lien  upon  the  premises.  Nothing 
herein  contained  shall  be  construed  so  as  to  remit  or  prevent  the  due  collection  of  the 
arrearajjes.or  charges  for  water  oon8umi)tion  heretofore  incurred,  nor  interfere  with  the 
proper  lien  therefor,  nor  of  charges  or  rates,  or  lien  hereafter  o  be  incurred  for  water 
consumption  in  any  building  or  place  which  may  not  contain  one  of  the  meters  afore- 
said. The  moneys  collected  for  service  charges  and  for  expense  and  cost  of  metm 
and  their  connections,  and  for  setting,  repairing  and  maintaining  and  replacing  same, 
may  l)e  applied  by  the  said  commissioner  to  the  payment  of  expenses  incurred  in  pro- 
curing meters  and  their  connections  and  in  setting,  repairing,  maintaining  and  replacing 
meters. 

Water  Rents:  When  Payable:  Penalty  for  Non-payment. — §476.  Uniform 

axmual  charges  and  extra  and  miscellaneous  charges  for  water  not  metered  and  annual 
service  charges  and  minimum  charges  shall  be  due  and  payable  in  advance  on  the  first 
day  of  January  in  each  year,  if  entered,  and  if  not  paid  to  or  received  by  the  depart- 
ment before  the  close  of  the  last  business  day  of  the  following  March,  shall  be  subject 
to  a  penalty  of  five  per  centum,  and  if  not  paid  to  or  received  l)y  the  department  before 
the  close  of  the  last  biisiness  day  of  the  following  June  to  a  further  penalty  of  ten  per 
centum.  If  not  so  entered  and  payable,  but  entered  in  any  quarter  of  a  year,  they 
shall  be  due  and  payable  when  entered  and  shall,  after  the  mailing  before  or  upon 
the  close  of  such  quarter  of  notice  thereof  to  the  premises  against  which  they  are  imposed 
addressed  to  ''owner  or  oc-cujianf  be  subject,  if  not  paid  to  or  received  by  the  depart- 
ment before  the  close  of  the  last  business  day  of  the  next  quarter,  to  a  penalty  of  five 
per  centum,  and,  if  not  paid  to  or  recdved  by  the  department  b^ore  the  dose  of  the 
last  luisiness  day  of  the  next  succeeding  quarter  to  a  further  penalty  of  ten  per  centum. 
All  charges  for  meters  and  their  connections,  and  for  the  setting,  repair  and  mainten- 
ance, unless  such  charges  shall  be  borne  by  the  department,  and  all  charges  in  accord- 
ance with  meter  rates  for  supply  of  water  measured  by  meter  shall  be  due  and  payable 
when  entered,  and  such  charges  when  entered  in  any  quarter  of  a  year,  shall  after  the 
mailing  before  or  upon  the  close  of  such  quarter  of  notice  stating  the  amount  due  and 
the  nature  of  the  charge  to  the  last  known  address  of  the  person  whose  name  appears 
on  the  reocnrd  of  such  chai^  as  bdng  the  owner,  occupant  or  agent,  or,  where  no 
name  appears,  to  the  premises  addressed  to  "owner  or  occuoant"  be  subject,  if  not 
paid  to  or  received  by  the  department  before  the  close  of  the  last  business  day  of  the 
next  quarter,  to  a  penalty  of  five  per  centum,  and  if  not  paid  to  or  received  by  the 
department  brfore  the  dose  <A  the  last  business  day  of  the  next  succeeding  quarter 
to  a  f  urthar  penalty  (tf  ten  per  centum. 

Notice  of  Rules  and  Regulations,  Penalty  for  Non-pa3rment:  Water  Supply 
Cut  Off. — §478.  The  rates  and  charges  for  supply  of  w^ater,  tlie  annual  service  charges 
and  minimum  charges,  the  rules  and  regulations  concerning  the  use  of  water  and  all 
other  rules  and  regulations  affecting  users  of  water  or  concerning  charges  for  supply 
of  water  or  restrictions  crif  the  use  of  water,  installations  of  meters,  penalties,  and  fines 
to  violations  of  rules  and  regulations  shall  be  printed  on  each  bill  and  permit  so  far 
as  in  the  judgment  of  the  commissioner  of  water  supply,  gas  and  electricity  they  are 
appUcable.  This  act  and  such  printing  and  the  printing  of  this  section  on  such  bills 
and  permits  stedl  be  sufficient  notice  to  owners,  tenants  or  occupants  dt  prmdses  to 
authorize  the  imposition  and  recovery  of  any  charges,  and  fines  imposed  undrar  such 
rules  and  regulations  and  of  any  penalties  imposed  in  jnirsuance  of  this  act  in  addition, 
to  cutting  off  the  supply  of  water.  W  here  charges  payable  in  advance  are  not  paid 
Within  pmod  covered  by  such  chai^  and  a  notice  ca  such  ncm-pasrm^t  is  mafled 
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bv  the  department  to  the  iwOToises  addressed  to  "owner  or  occupant"  the  commissioner 
BMty  OmtoS  the  supply  of  water  to  such  premises.    AAliere  cha^  not  payaV^lc  m 
advance  have  been  made  by  the  department  and  remam  unpaid  for  more  than  thirty 
days  after  notice  thereof  mailed  to  the  premises  addressed  to  "owbbt  or  occupant, 
the  commissioner  niay  shut  <^  the  suppfy  <rf  water  to  the  pramses. 

SALES  OF  TAX  LIENS  ON  LANDS  FOR  TAXES, 

ASSESSMENTS  AND  WATER  RENTS 

When  Taxes  and  Water  Rents  to  be  Liens  on  Lands  Assessed.— §1017.  All 

taxes  and  all  assessments  for  local  improvements  and  all  water  rente,  and  the  interest 
and  charges  thereon,  which  may,  in  the  city  of  New  York,  as  by  this  act  cwistituted, 
hereafter  be  laid  or  may  have  heretofore  have  been  laid,  upon  any  real  estate  now 
in  said  city,  shall  continue  to  be,  until  paid,  a  hen  thereon,  and  ^hall  be  preferred  in 
navment  to  all  other  charges.  :No  assessments  for  any  local  improvemeiits  sliaU  be 
deemed  to  be  fully  confirmed  so  as  to  be  due  and  be  a  hen  upon  the  property  mduded 
in  the  asseesment,  until  ten  days  after  the  title  thereof,  with  the  date  of  confirmation, 
shall  be  entered  with  the  date  of  such  entry,  in  the  record  of  the  titles  of  assessmerits 
confirmed  to  be  kept  in  the  office  of  the  collector  of  assessments  and  arrears,  ihe 
word  "water  rents"  whenever  they  are  used  in  this  title  shall  mclude  unif onn  annuAt 
charges  and  extra  and  miaodlaneous  charges  for  the  supply  of  water,  charges  m  aeowl- 
ance  with  meter  rates  and  minimum  charges  for  the  supply  of  water  by  meter  annual 
service  charge  for  meters  and  their  connections,  and  for  their  setting,  repair  a^d  mam- 
tenance,  penalUes  and  fines  and  all  lawful  charges  for  the  supply  of  water.  No  charge 
for  expenses  of  meters,  thriir  connections,  setting  or  r^iaar  or  mamtenance,  shall  be 
due  or  become  a  charge  or  hen  on  the  premises  where  a  water  meter  shall  be  installed 
or  against  which  a  charge  shall  be  made,  until  such  charge  shaU  have  been  dehmtely 
fia^bv  the  proper  officer  and  an  entry  of  the  amount  thereof  shaU  have  bewj  made 
with  the  date  of  such  entry  m  the  book  in  which  the  char^  for  watar  supphed  by 
meter  affidnst  such  premises  are  to  be  entered.  No  charge  m  accordance  with  meter 
rates  or  minimum  charge  for  the  supply  of  water  measured  by  meter,_  and  no  service 
charge  shaU  become  due  or  become  a  Ueu  or  charge  upon  the  premises  ^we  such 
meter  is  installed  until  an  entry  shall  have  been  made  mdicatmg  that  said  premises 
are  m^eied,  with  the  date  of  such  entry  in  the  book  in  which  the  charges  for  water 
bv  meter  measurement  against  such  premises  are  to  be  entered.  Whenever  an  mcrea^e 
in  the  uniform  annual  charge  or  extra  or  misceUaneous  charge  shall  have  been  made 
or  a  charge  shaU  have  been  made  for  WAi^  for  any  buildmg  completed  subsequent 
to  the  first  day  of  January  in  each  year  the  amount  of  such  increase  of  the  charge  or 
new  charge  for  such  new  building  shall  not  be  due  or  become  a  hen  or  charge  against 
the  premises  untU  the  amount  thereof  shaU  have  been  entered  with  the  date  of  such 
entry  m  the  book  in  which  the  uniform  annual  chacges  and  extra  aad  miao^laxieous 
charges  against  sudi  praises  are  to  be  entered- 

Unpaid  Water  Rents  Returned  to  Comptroller.— §1022.    The  coninussioner 
of  water  supply,  gas  and  electricity  annually  on  the  first  day  of  March,  shall  cause 
to  be  transmitted  to  the  comptroller  a  separate  accoimt  for  each  section  or  ward  ot 
the  city  of  all  lots  against  which  there  is  unpaid  any  uniform  amual  charge  or  extra 
or  misceUaneous  charge  for  supply  of  water  not  metered  which  became  payable  on 
or  before  the  thktieth  day  of  the  preceding  June,  with  any  fine  for  violation  of  rules 
or  regulations  imposed  on  or  before  the  thirtieth  day  of  June,  and  anv  unpaid  penalty 
for  non-payment  of  the  charge,  together  with  the  amomit  due  for  such  charge,  penalty 
or  fine  on  each  lot.  He  shaU  also  wmuaUy  on  the  first  day  of  Mweh  cause  to  be  trans- 
mitted  to  the  comptroUer  a  similar  separate  account  for  each  section  or  ward  of  the  city 
of  all  lots  against  which  there  are  unpaid  any  minimum  or  service  charges  or  meter 
charges,  including  charges  for  the  supply  of  water  by  meter  and  the  expense  of  meters 
and  their  connections,  and  of  thdr  setting,  repair  and  mamtenance,  which  became 
payable  before  the  thktieth  day  of  the  preceding  June  with  anv  fine  for  violation  of 
rules  and  regulations  imposed  l>efore  the  thirtieth  da>-  of  June,  and  any  unpaid  penalty 
for  non-payment  of  the  charges  together  with  the  amount  due  for  any  su^  charge, 
nenalty  or  fine  on  each  lot.  Tlie  ocnnmisffloner  shall  at  the  same  time  notify  the  ccmp- 
troUer  <rf  the  aggregate  of  such  charges  as  returned,  and  shall  thereafter  receive  no 
payment  on  account  of  the  same,  but  may,  nevertheless.  certit>-  to  the  comptroUer 
any  error  or  overcharge,  which  shall  pursuant  to  such  certihcate  be  corrected  and 
remitted  by  the  comptroller  at  any  tune  brfore  setttratient.   The  said  omum^ioner 
is  hetehv  authorised  to  prescribe  a  penalty  or  fine  not  exceeding  the  sum  of  fave  dollars 
for  each" offense  for  permitting  water  to  he  wasted  and  ior  any  violation  of  such  reason- 
able rules  as  he  may  from  time  to  time  prescribe  for  the  prevention  of  the  waste  of 
water.   Such  hne  shall  be  added  to  the  water  rente,  but  vthea  maposed  against  anv 
property,  notice  thereof  shall  be  mafled  by  the  department  to  the  i^roperty  addressed 
to  ^  OWD^  or  where  lus  name  is  unknown  to  ^  owner  or  occupant,   and  a  hearmg 
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afforded.  The  charges,  penalties  and  fines  not  paid  to  the  department  and  returned 
by  the  commissioner  to  the  comptroQer  shall  after  they  are  payable  to  the  receiver 
<rf  taxes  be  oiforccd,  if  not  paid,  by  a  sale  of  tax  lien  against  the  property  upon  which 
they  are  imposed.  In  addition  to  collecting  water  rents,  charges,  penalties  and  fines 
b>-  t^alc  of  tax  lien,  the  city  may  maintain  an  action  for  their  recovery  against  the  person 
for  wliose  benefit  or  by  whom  the  water  is  taken  or  used.  Prior  to  the  tinie  that  such 
charges  transmitted  to  the  comptrdler  are  entered  upon  the  tax  rolls  and  become 
payable  to  the  receiver  of  taxes  payment  thereof  may  be  made  to  the  eooqpftroUer 
s^nd  guch  payment  shall  be  credited  by  the  receiver  of  taxes. 


CODE  OF  ORDINANCES  OF  THE  CITY  OF  NEW  YORK 

Chapter  25 

WATER  SUPPLY 
Article  1 

Emergency  Repairs. — §1.  In  case  of  any  unexpected  casualty  or  damage  to  the 
pipes,  reservoirs  or  other  structures  connected  with  the  city's  water  supply^  the  chief 
engineer  of  the  department  of  water  supply,  gas  and  electricity,  ander  directiofi  of 
the  commiasuKiery  shall  take  immediate  measures  for  the  jjreeervation  and  repair  of 
the  same,  the  esqpense  (tf  which  shall  be  paid  on  his  requiaitum  by  the  vanant  of  the 
comptroller. 

Pollution  of  or  Interference  with  Water  Supply. — §2.  No  person  shall  bathe 
in  or  go  into  the  water  of  any  water  supply  reservoir,  or  any  part  of  a  city  aqueduct; 
nor  shall  any  pemm  throw  stones,  chips  or  dirt,  or  any  other  material,  substance  or 
tiling  whatever  into  any  iemvdur/gate>houB^  ventilator,  aqueduct,  fountain  or  basm; 
nor  shall  any  person  in  any  maimer  mjiue  or  ds^igure  any  part  of  the  water  works 
system  of  the  city. 

Trespass  on  Water  Supply  Property. — §3.  No  person  shall  trespass  on  any 
part  of  the  embankment  of  a  water  supply  reservoir,  nor  go  or  remain  theareon  without 
permisedon  of  the  proper  persons  having  charge  of  the  same;  nor  shall  any  pmon  fail  . 

or  refuse  to  complv  with  the  rojjulations  of  the  commissioner  of  water  supply,  gas  and 
electricity  as  to  the  times  when  citizens  shall  leave  the  embankment  of  a  reservoir, 
or  the  grounds  or  buildings  attached  thereto. 

Obstruction  of  Stop-Cocks. — §4.  No  person  shall  obstruct  access  to  a  stop- 
cock connected  with  a  water  pipe,  by  placmg  thereon  stone,  brick,  lumber,  dirt,  or 
any  other  material;  nor  shaU  any  pemm  penmt  any  such  material  to  be  placed  therem 
by  those  in  his  em^oy. 

Hydrants  to  be  Kept  Closed. — §5.  The  commissioner  shall  cause  all  water- 
supplv  hvdrants  to  be  kept  closed.  Except  in  case  of  fire  and  for  the  purpose  of  extin- 
guishing the  same,  or  when  otherwise  authorized  by  law  or  ordinance,  no  person  shall 
take  or  use  the  watOT  from  any  hydrant. 

Connections.— §6-  No  street  shall  be  opened,  nor  shall  any  pipe  be  bored  or 
connection  be  made  with  any  mam  or  pipe  for  water  supply  purposes,  except  undor 
the  direction  of  the  commissioner,  under  the  penalty  of  $50  for  each  offense. 

Public  Wells.— §7.  No  person  shall  dig  a  well  in  any  street  or  public  place,  and 
the  president  of  the  borough  in  which  any  such  weli  shall  be  dug  shall  cause  the  same 

in  all  cases  to  be  filled  up. 

Violations. — §8.  Any  person  who  shall  violate  any  provisions  of  ibis  article  shall, 
upon  conviction  thereof,  be  punished  by  a  fine  of  not  more  than  $50,  or  by  imimoa- 
mmi  f oar  not  exceeding  30  day%  (st  by  both  sueh  fine  and  iinpnsoaiiieiit. 


RENTS  AND  CHARGES 
Chapter  25 
Article  2 

Frontage  Rents.— §20.  The  annual  frontage  rents  on  i»remises  wholly  or  partly 
unniotered,  to  be  collected  by  the  department  of  water  supply,  gas  and  electricity 
diall  be  as  follows,  to  wit: 


Fnmt  Wdth  of  BuUdiiif  s  One  Stwy. 

16    feet  and  under  $4.00 

16    feet  to  18    feet  6.00 

18    feet  to  20    feet  6.00 

20    feet  to  22    feet  ;   7  .00 

22^  feet  to  25    feet   8  00 

25    feet  to  30    feet  10.00 

30    feet  to  373^  feet  12.00 

37H  feet  to  fiO    fert    W.OO 


For  each  additional  story  SI  per  aunum  shall  be  added;  and  for  each  additional 
10  feet  or  part  tiusrecrf,  above  50  mt  itk  hoskt  widtii  of  buildiikg,  S2  shall  be  added. 

All  rear  buildings  on  any  lot  or  Iota,  with  front  buOdings  thereon,  shall  pay  an  annual 
fronta^  rate  of  $5  far  each  25  feet  nont,  or  fraction  thereof,  but  this  provision  shall 
not  apply  to  buildings  erected  on  corner  lots,  each  of  whioh  buildilig  shall  pay  the 

regular  rates  as  stated  in  the  foregoing  subdivisions. 

The  apportionment  of  the  regular  frontage  rates  upon  buildings  shall  be  on  the 
basis  that  but  one  family  is  to  occupy  same,  and  for  each  additional  family  or  apart- 
ment, SI  per  year  AsH  be  diarged. 

Extra  and  Miscellaneous  Rates  Where  Supply  is  not  Matared. — §21.  1. 
Baths— shall  be  chai^Bd  t3  each  per  amuim,  1  bath  siqq^lied  to  eadi  boose  ftee  of 
additi(»ial  charge. 

2.  Baths  in  barber  ibop,  publie  faoosee  and  batiiing  estahlidinwnt^— ehall  be  chai^ad 

$5  each  per  annum. 

3.  Shower  baths,  not  installed  orar  bath  tabSi  and  sits  baths^  shall  be  ctuuisad 

same  as  baths. 

4.  Water  closets  and  urinals  of  every  description,  $2  each  per  aniiOTi;  I  water 

closet  in  each  house  supplied  free  of  additional  charge. 

5.  Bakeries — each  oven  $5  per  aimum. 

6.  Barber  shops — each  up  to  and  induding  3  chairaii  <5  per  annum;  for  each  addi- 
tional chair,  $1  per  annum. 

7.  Barges  (without  steam)*  Each  t5  per  annum,  water  for  domestic  use 
only. 

7a.  Boilers,  permanent.  The  annual  rate  for  water  suppUed  in  houses  to  boilers, 
^^^those  uasd  exdnsivdy  for  heating  purposes,  shall  be  ^.16  per  boiler  horsepower 

8.  Boilers  of  boats  or  not  pennanent.  The  numthly  rate  for  water  supply  for 
hoisting,  steam  roUing,  dredging,  erecting,  hauhng,  pile  driving,  derricks,  diggers, 
conveyors  and  all  floating  or  portable  steam  plants  and  steamboats,  except  water 
boats  supplying  shipping,  shall  be  as  follows: 


Up  to  and  including  10  horsepower  •  $1 . 00 

Up  to  and  including  15  horsepower   1.50 

Up  to  and  including  20  horsepower  2.00 

Up  to  and  including  25  hoiB^KWW..,  2  50 

Up  to  and  including  30  horsepower   3 . 00 

Up  to  and  including  35  horsepower  3.50 

Up  to  and  including  40  horsepower  4.00 

Up  to  and  including  45  horsepowtf  4.50 

Up  to  and  including  50  horsepower   5 . 00 

Up  to  and  including  55  horsepower  5.50 

Up  to  and  including  60  horsepower  6.00 

Up  to  and  including  65  horae^pow&t  6.50 

Up  to  and  including  70  horsepower  *  -  7. 00 

Up  to  and  including  75  horsepower   7 . 50 

Up  to  and  including  80  horsepower  8.00 

Up  to  and  including  85  hsxmptmet   8  50 

Up  to  and  including  90  horsepower. . .  ^ »  9 . 00 

Up  to  and  including  95  horsepower  9.50 

Up  to  and  including  100  horsepower  10.00 


Above  100  horsepower,  at  the  rate  of  10  cent^  per  horsepower  per  month,  using  the 
multiple  of  5  as  in  above  table.  An  allowance  of  33}^  per  cent,  in  the  above  rates  shall 
be  made  where  eondensen  are  ns^ 

9.   Boiler  testing.  All  boats,  in  addition  to  paymg  the  regular  fixed  charges,  shall 


pay  an  extra  charge  of  $100  per  anniun  when  engaged  or  employed  in  ftiroiaihuig  water 

m  the  testing  of  boilers  in  the  other  boats. 

10.  Bottling  establishments.   Each  botUe-waahing  i^paratus,  machine  or  tub, 

$10  per  annum. 

11.  Building  Purposes.  Stone  work,  terra  cotta,  concrete,  fireproofing,  brick 
work  and  all  other  frama  of  masonry,  5c  per  cubic  yard. 

12.  Flaatering.   40  cents  per  100  square  yards,  openings  not  included. 

13.  Caisson  sinking  and  air  compressors.  10  cents  per  100  cu.  ft. 
14*  CondfiDsm  10  cents  i)er  hundred  cubic  f eet. 

15.   Ckmservatories.  Same  as  florists. 

IG.  Demolition.  For  wetting  down  while  buildings  are  being  demolished,  a  diarge 
shall  1)6  made  equal  to  one-fourth  of  the  annual  frontage  rate  of  said  buildini^ 

17.  Dentist.    Each  fountain  cuspidor,  $1  per  annum. 

18.  Dining  saloons  and  restaurants.    $8  per  annum. 

19.  Fish  stands-  Each,  $10  per  annum.  If  live  fish  are  sold,  other  than  shellfish, 
$25  per  annum. 

20.  Fbrists.   Each  $5  per  annum. 

21.  Horse  Troughs.  For  each  trough  and  for  each  one-half  barrel,  or  tub  on  side- 
walk or  street,  $20  per  aniuuD. 

21a.  Ice  Machines.  For  any  machine  or  apparatus  used  in  the  production  of  ice 
or  refrigeration,  a  yearly  charge  of  $20  per  ton  shall  be  made  for  the  actual  caiwcity 

of  the  machine  or  apparatus. 

22.  Laundries.  Each  wash  tub,  washing  machine  or  apparatus  for  washing  clothes, 
$5  annum. 

24.  MilkDqsots.  For  the  purpose  erf  washing  cans  or  bottles,  each  waaUng  machine, 

tub  or  washing  apparatus,  $10  per  annum. 

25.  Photograph  Galleries.    Each  faucet  or  outlet  $S  per  annum. 

26.  Soda  or  mineral  water  fountains.  Each,  $5  par  aouimL  One  washboz  allowed^ 

For  each  additional  washbox  $3  per  annum. 

27.  Soda,  mineral  or  carbonic  water  manufacturer.  For  eacb  machine  or  apfiaratus 
(retail)  $10  per  annum;  for  each  machine  or  apparatus  (wholesale)  $100  per  annum. 

28*  8ta]]&  Li  stables  %l  eadi  per  annuuL 

29.  Water  Boats  (steam).  M<mtbfy  charges  aoecttdhig  to  tank  capacity  <tf  each 
boat,  shall  be  as  follows: 


12,000  gallons  or  less  $25.00 

12,000  to  20,000  gaUons  37.60 

20,000  to  30,000  gallons  50.00 

30,000  to  40,000  gallons  62.50 

40,000  to  60,000  gallons  75.00 

60,000  to  100,000  gallons  100.00 

30.   Water  boats  (motor).  Shall  be  charged  ninthly,  according  to  tank  capacity 

of  each  boat,  as  follows : 

3,000  gallons  or  less   $7 . 50 

Over  3,000  gallons,  but  not  exceeding  6,000  gallons   15.00 

Over  6,000  gallons,  but  not  exceeding  12,000  gallons   25.00 


Over  12,000  gallons,  the  rate  for  steam  water  boats  shall  be  charged. 

31.  Wash  drills — (all  kinds).    10  cents  per  100  cubic  feet. 

32.  Unspecified.  All  charges  not  herein  mentioned  or  fixed  are  reserved  for  special 
contract,  by  and  mih  the  Commissioner. 

Meter  Rates. — §22.  The  charge  for  water  measured  by  meter  shall  be  10  cents 
per  100  cubic  feet. 

Connection  Charges.— §24.  All  persons  contracting  for  a  supply  of  water  shall 
pay  the  cost  <rf  the  materials  and  labor  used  and  expended  on  the  streets^  necesss^ 
to  make  the  connection  with  the  conduit  pipes,  or  pay  such  <y»tn|^l  intfflieet  tberaOB 

as  required  by  the  rules  and  regulation  of  the  commissioner. 

Report  of  Receipts  by  Water  Register. — §25.  The  water  register,  or  the  cashier 
of  the  water  register's  office,  shall  on  each  day,  except  Sunday  of  each  week,  render 
to  the  Comptroller  an  account,  mider  oath,  cl  all  moneys  rec^ved  by  him,  showing 
the  amounts  received,  from  all  classes  of  revenue,  and  shall  thereupon  pay  over  the 
amounts  so  received  to  the  chamberlain,  furnishing  to  the  comptroller  a  receipt  show- 
ing the  payment  of  such  sums  into  the  city  treasury.  He  shall  also,  if  required  by  the 
Comptroller,  make  a  separate  daily  report  showing  all  the  items  comprising  the  amoimta 
leeeived  by  him,  in  form  flatiaEaetory.to  the  Comptroller. 
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Chapter  25 
Article  3 


USE  OF  WATER 

Street  Cleaning. — §40.  The  conmiissioner  of  water  supply,  gas  and  electricity 
shall,  at  all  times  when  the  general  supply  of  water  is  not  thereby  endangMed,  pmnit 
the  hydrants  to  be  used  for  cleaning  the  streets,  under  his  regulation. 

Traffic  in  Water. — §41.  No  person,  except  such  as  may  be  licensed  by  the  com- 
missioner, shall  take  water  from  any  hydrant  or  water  connection  erected,  or  to  be 
erected  in  the  city,  and  attached  to  the  water  pipes,  for  the  purpose  of  using  the  same 
on  any  boat,  vessel,  barge,  or  pUe-driver,  or  for  the  purpose  of  sdling  or  dSeiing  th& 
same  for  sale  to  the  owner  of  any  boat,  vessd^  barge,  or  pile-driv^. 

Washing  Down  Streets  from  Private  Connections. — §42.  No  person  shall 
wash  any  street,  sidewalk,  areaway,  steps,  building  or  other  i)lace  or  thing,  from  tiie 
first  tlay  of  December  to  the  first  day  of  April  following,  by  means  of  hose  or  piping, 
where  the  water  runs  upon  a  street,  sidewalk  or  other  pubUc  place.  Wat^  may  be 
so  used  from  the  first  day  of  April  to  the  last  day  of  November  of  each  year,  between 
the  hours  of  4  p.  m.  and  8  a.  m.,  but  City  water  shall  not  be  so  used  until  permit  there- 
for shall  first  have  been  obtained  from  the  department  of  water  supply,  gas  and  elec- 
tricity. No  chtu^  shall  be  made  ior  such  permit  when  the  water  used  is  paid  for  accord- 
ing to  meter  registration;  where  no  meter  is  used  there  aball  be  a  <duucge  oi  $5  fox  using 
city  water  during  the  period  covered  by  the  permit. 

Washing  Vehicles. — §43.  No  person  shall  wash  or  cause  to  be  washed  any  car- 
riage, wagon,  or  other  vehicle  on  any  street  or  pubhc  place. 

Watering  Horses. — §44.  1.  Bucket-filUng  equipment.  AH  pubhcly  owned 
watering  troughs,  and  those  erected  or  maintained  by  the  American  Society  for  the 
Prevention  cl  Cruelty  to  AnhnsJs,  shall  be  provided  with  the  necessary  piping  and 
fixtures  to  enable  the  filhng  of  pails  with  water  therefrom,  or  otherwise  modified  in 
construction  so  as  to  meet  the  requirements  of  the  board  of  health.  The  supply  of 
water  for  such  troughs  shall  be  furnished  by  the  department  of  water  supjjly,  gas  and 
dectricity.  All  other  horse-watering  troti^is  on  streets  axid  public  places  shall  likewise 
be  provided  with  the  piping,  and  fixtures  necessary  to  enable  the  filling  of  pails  of 
water,  and  the  use  of  the  water  for  that  purpose  shall  be  paid  for  in  the  manner  pro- 
vided in  this  chapter.  All  horse-watering  stations  in  streets  and  pubhc  places,  here- 
after constructed  or  operated,  shall  conform  to  the  provisions  of  this  section  and  be 
subject  thereto.  No  person  shall  draw  water  from  these  fixtures  for  a  purpose  other 
than  watering  horses  or  other  animals,  nor  shall  any  person  tamper  with  the  said  fixtures. 

2.  Horse-buckets.  Every  commercial  vehicle  to  which  a  horse  is  attached  must 
be  provided,  while  on  the  pubhc  thoroughfares  of  the  city,  with  a  watering  pail,  which 
shall  be  used  only  for  tibe  purpose  of  watering  or  feeding  the  horse  or  horses  attadied 

•  to  the  vehicle. 

3.  Temporary  rdief  stations.  Nothing  in  this  section  shall  prevent  the  establish- 
ment of  temporary  relief  stations,  in  conformity  with  such  requirements  as  may  be 
imposed  by  the  board  of  health,  with  the  consent  of  the  commissioner  ot  water  supply, 
gas  and  dectridty. 

Under  authority  of  Section  469  of  the  Charter  of  the  City  of  New  York,  the  following 
ftTmiml  charges  have  been  estabhshed  for  the  use  of  unnietered  watei^  not  heretofore 
provided  for  m  the  Code  of  Ordinances  of  the  City  of  New  York: 

Ash  Lifts:  $3  per  annum.  For  use  of  water  in  the  operation  of  the  "Hoistwell" 
Ash  Lift  or  other  similar  apparatus  which,  in  a  period  of  one  day,  does  not_  exceed 
the  hoist  of  thirty  cans  from  the  cellar  or  basement  of  the  premises  to  the  sidewalk 
level,  and  requiring  a  use  oi  water  of  i^proximatdy  one-third  of  a  cubic  foot  for  eadi 
can  raised. 

Back-filling.    $5  per  month. 

Baths,  Outside  Shower.  $5  per  annum.  Definition.  An  outside  shower  bath 
is  one  consisting  of  a  pipe,  or  section  of  piping,  with  or  without  spray  attachment, 
located  in  any  place  or  property  and  used  as  a  public  shower,  or  where  connected  with 
a  private  dwdiing  or  other  building  and  used  as  a  spray  or  distinct  shower  from 
any  similar  spray  or  diower  bath  located  within  said  dwelling  or  building. 

Camps.   $3  per  annum  for  each  camp  located  on  propearty  owned  by  ttie  City. 

Drug  Stores.    $5  per  annum. 

Fountains.    Cent-a-Drink,  So  per  annum. 

Garages.  Private  garage  contained  within  a  dweUing  shall  be  charged  at  the 
rate  of  $5  per  annum. 
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Hair-Dressing  and  Mimicuring  Parlor.   $5  per  annum. 

Ice  Machines.  For  any  machine  or  apparatus  used  in  the  production  of  ice  or 
refrigeration  w  herein  the  rated  ton  capacity  is  less  than  one  ton,^  a  charge  shall  be 
made  in  accordance  with  the  fractional  part  d  the  ton  with  a  miniinmn  charge  of  $5 
perasnum. 

Laborat<uriM»  Drut  or  Chomical.  $5  pear  annum. 
Pulsometers.  50  cents  par  day  cat  not  mxm  than  nine  hoons. 
Rock- Drilling.    $5  per  month. 
Sand  Blast  Machines.  $3.50  per  month. 

Skating  Rinks.  For  flooding  outdoor  ice  skating  rinks,  the  quantity  of  water 
shall  be  determined  by  meter,  and  water  charged  for  in  accordance  with  meter  rates. 
If  applicant  is  not  the  owner,  it  is  necessary  tlmt  he  present  a  letter  mdicating  the 
owner's  cons^t  to  the  use  of  the  land.  In  case  si,  permanent  water  supply  is  not  desired, 
permission  may  be  granted  to  obtain  water  from  the  nearest  hydrant.  Quantity  will 
be  determined  upon  the  pressure  and  size  of  hydrant  nozzle,  and  the  size  and  length 
of  hose,  and  shall  be  charged  on  metar  rates,  m  addition^  wnm  tibe  use  of  a  hydrant 
is  granted,  an  inspector  shall  be  assi^ed  during  the  period  of  time  petmit  is  ttsued. 
His  salary  shall  be  paid  by  the  permittee. 

Soda  or  Mineral  Water  Fountains.  Each  spray  used  in  connection  therewith 
shall  be  charged  at  the  rate  of  $3  per  annum,  and  spray  or  washbox  allowed  under 
charge  fixed  in  tl^  psceent  Code  of  Qrdmancea. 

Steam  ^tovd.  Moving  of.  25  cents  each.  Permit  issued  liioaited  to  three  days. 

Siphon,  Automatic.  Or  oth^  apparatus^  requiiing  lor  its  operation  the  use  cf 
water,  shall  be  charged  as  fdlows: 

1  2"  water  supply  connection  S24  per  annum 

iU'"  water  supply  connection  $36  per  annum 

Test  Boring.    $5  per  month. 

Track  Repairs.    $5  per  month. 

Vacuum  Cleaning  Machines.  Vacuum  cleaning  machines  or  for  cooUng  of  gas 
GDgines,  t2«S0  per  month* 
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THE  FOIXOWING  RULES  AND  REGULATIONS  GOVERNING 
THE  USE  OF  WATER  IN  NEW  YORK  CITY  ARE  HEREBY 
PROMULGATED  UNDER  AUTHORITY  OF  SUBDIVISION  4 
OF  SECTION  469  OF  THE  GREATER  NEW  YORK  CHARTER 

GENERAL  RULES 

Independent  1.  No  connection  from  any  other  source  of  water  supply  ^to 
Water  Supply,    any  gystem  of  piping  supplied  by  city  water  may  be  made  or  mam* 

tained  exoept  at  the  sneoon  (intaJce)  of  a  well  or  salt  water  pump 
for  priming  or  emergency  purposes,  and  so  arranged  that  the  well  or  salt  water  cannot 
be  imder  pressure  at  anv  time  at  the  point  of  such  connection.  The  city  supplv  shall 
be  independently  controlled  by  a  gate  valve  at  the  point  of  such  connectMHl  and  ebeelc 
yahred  against  baddkw. 

2.  Where  city  water  is  used  as  an  auxiliary  supply  to  a  roof  or  suction  tank,  which 
is  also  suppUed  by  well,  salt  wata-^  or  other  source  of  supply,  such  tank  ^Jiajl  be  open 
and  the  (Uiv^  of  dty  watw  shall  be  above  the  tank  flow  Une  and  controUed  by  a  bau 
cock. 

3.  A  violation  of  rule  1  or  2  will  result  in  the  supply  of  water  to  the  prenuses  being 
shut  off,  and  the  expense  of  the  work  incidental  thereto  will  be  charged  to  the  owner. 

Ownership  of  4.    Corporation  cocks  (taps),  wet  connection  sleeves  and  valves, 

Taps,  Services,  service  pipes,  cuib  cocks,  meters  and  appurtenances,  are  the 

MtAmnmnd  propertv  of  the  owner  of  the  prmaam  supplied  thereby  and  shaU 

'  be  installed  and  maintained  in  good  order  at  the  e2q>euse  of  the 


owner. 

Access  by  5.    The  officers  of  this  department  personally,  and  all  employees 

Employees,    by  them  delegated  for  the  purpose,  shall  have  free  access  at  proper 
hours  to  all  parts  of  every  building,  boat  at  fJace,  m  which  meters  axe 
located,  and  where  water  is  or  may  be  delivered  or  consumed.    (Inspectors  of  this 
department  will  have  badges  plainly  visible  on  the  outside  of  their  coats.) 

Shutting  off  6.  A  department  employee  is  authorized  to  shut  off  the  water 
of  Watw.  supply  for  the  purpose  of  inspection  or  to  make  repairs  or  alterations 
to  water  mains,  metm,  pipes,  stop-cocks,  or  oth^  appurtenances. 
Whenever  pxact^able^  notice  in  advance  of  such  i^t-off  wfll  be  ffvm  and  the  si^y 
will  be  turned  on  agam  as  quickly  as  possible. 

7.  No  person  other  than  an  employee  of  the  department  shall  open  or  close  any 
valves  in  me  public  main  or  molest  or  interfere  with  any  valve  or  valve  box  cover. 

Shut-off         8.    When  it  is  necessary  for  the  department  to  open  the  street  to  shut 
Charges.     off  a  tap  on  account  of  a  leaking  service,  non-payment  of  biUs,  or  non- 
•compUance  with  the  rule&  the  owner  of  tiie  property  «Dm  be  emtgfia 
with  an  espenasB  tbevrt^  ineuned  by  toe  department 

9.  When  a  tap  controllu^  a  leaking  service  pipe  is  shut  off  by  the  department, 
reasonable  time  will  be  afforded  the  owner  to  engage  a  plumber  to  take  over  the  excava- 
tion and  make  the  necessary  repairs.  If  the  owner  fails  to  engage  a  plumber  the  tap 
shall  be  left  shut  off,  the  house  control  valve  or  stop-cock  shut  off,  ^cavation  back- 
fiDed,  and  a  ten-day  notice  to  r^iair  ihe  seivioe  win  be  served  0^ 

10.  If  a  tap  has  been  shut  off  by  the  departmwit  or  owner's  plumbw  and  the  sctv^ 
connected  therewith  is  to  be  abandoned,  the  owner  shall  securely  ^ug  the  t^  note 
and  ^seonndet  the  abaikkmed  sorvice  pipe  in  the  building. 

11.  Whn  tests  made  by  the  department  indicate  a  leak  on  a  service  pipe,  a  threes- 
day  notice  to  repair  will  be  served  upon  the  owner  or  occupant.  If  the  notice  is  not 
complied  with,  the  department  will  shut  off  the  tap  controlling  the  swvice  pipe,  and 
a  fine  <tf  S5  win  be  iiqpoeed  in  addition  to  tto 

(tf  theti^ 

Ua9  of  12.   No  peiBon  other  than  an  authorized  employee  of  a  city  depart- 

Hydraofta.    ment  shall  open  or  use  a  fire  hydrant  without  i»eviou3  permission  m 
writing  from  the  department. 
13.    Connections  with  fire  hydrants  shaU  be  made  by  valves  or  coupUngs  which 
can  be  readily  detached  in  case  of  emergency.  All  such  connections  shall  he  unewfrnl 
unmediately  after  water  is  used  except  whwe  neoesslty  requwes  contmued  use  <rf  the 
hydrant  throurfiout  the  whole  day.  Hydrants  shaU  be  protected  from  freezing  or  other 
If  dm»!^  to  a  hydrant  results  from  use  thereof,  repaurs  shall  be  made  at 
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the  expense  of  the  user.  No  hydcant  is  to  be  used  when  the  temperature  is  bdow  34 
d^pNieeFUbrad^  .... 

14.  Onfy  hydrant  wrenches  of  a  design  approved  by  the  department  diall  be  used. 
Water  shall  be  obtained  from  the  small  size  nozzle;  the  cap  en  the  larger  nozzle  shall 
not  be  disturbed.  Care  shall  be  taken  that  the  cap  chains  are  not  broken  or  caps 
lost:  and  the  cap  shaU  be  replaced  after  use  of  hydrant.  No  lugh  pressure  fire  hydmnt^ 
shaU  be  opened.  No  hydrant  shall  be  used  which  appears  to  be  in  a  defective  condition 
and  if  a  hydrant  is  in  a  defective  ccmditioiif  the  departnaeat  should  be  notified  muneoi- 
atelv,  giving  the  location  thereof.  ,1111         -i  ui 

Fire  hydrants  are  not  to  be  obstructed  by  the  users  thereof,  and  shall  be  available 
at  aU  times  for  use  by  the  Fire  Department. 

15.  The  person  or  company  using  a  fire  hydrant  under  permit  issued  by  the  depart- 
mrait  shall,  during  the  exMence  <rf  the  permit,  pay  ttie  salary  of  an  inspector  to  be 
asBi^ied  to  the  work  for  which  the  permit  is  issued,  except  where  water  is  to  be  used 
for  builiSng  purpoees  od^  and  00  wat^  main  exists  in  the  street  upon  which  the  property 

faces. 

Maintenance  16.  All  persons  taking  water  shall  keep  their  service  pipes,  stop- 
of  Plumbing,    cocks,  ball-cocks,  fixtures,  meters  and  apparatus  m  good  repaur, 

and  protected  from  fifost  at  their  own  expense,  and  i^bail  prevent  au 

waste  of  water. 

Penalties.  17.  Plumbers  who  are  guiltv  of  a  violation  of  any  of  these  rules  or 
regulations  shall  be  suspended  from  obtainmi;  further  permits  from 
the  department,  and  no  permit  shall  be  issued  to  such  plumber  until  such  time  ^the 
violation  has  been  corrected  and  satisfactory  explanation  made.  -  In  case  ooamued 
nmm  violations,  the  department  will  tske  steps  towards  the  revocation  a  ibalio^M 
of  the  {dumber  so  offmding    tibte  eireumstoaces  warrant  such  action. 

Deviation  18.    If  unusual  sulvsurface  or  other  conditions  make  it  impracti- 

from'RulM.  cable  in  the  opinion  of  the  Deputy  Commissioner  or  bureau  head  haying 
jurisdiction,  to  complete  any  installation  in  conformity  with  these 
rules  and  regulations,  the  work  may  be  performed  in  such  meaner  and  undear  such 
plans  as  may  be  found  to  be  practicable,  and  the  Deputy  Comnnsaoner  or  bureau 
head  shall  file,  in  writing,  the  reasons  why,  in  his  judgment,  it  is  necessary  to  modtfjr 
tberuleSy  and  his  reasons  for  approving  the  installation  in  question. 

Bills  19.    Payments  of  current  water  bills  shall  b*^  made  at  the  Bureau  of 

Payable.  Water  Register  in  each  borough.  The  cashier  is  the  duly  authorized  agent 
of  the  Water  Register,  and  Qie  only  person  empowered  to  recMve  pay- 
ments. Bills  for  the  supply  of  water  on  frontage  rates,  meter  rates,  buildmg  purposes, 
repairs  to  meters,  miscellaneous  bills  of  any  sort,  permits  required  therefor,  and  aU 
information  in  reference  thereto  can  be  obtained  at  the  local  ofiices  of  the  Bur^u 
of  Water  Register.  Duplicate  bills  will  be  mailed  upon  request  if  accompanied  by 
return  postage.  Change  in  ownership  of  property  and  change  m  mailing  address  in 
connection  with  the  supplv  of  water  to  metered  huildmgs  j-hall  be  filed  m  writmg  at 
Ike  office  of  the  Bureau  of  Water  Register  in  the  respective  borough  in  which  the  property 
is  located. 

Method  of       20.    Payment  of  bills  shall  be  by  cash,  check  or  ^^^^y 
Payment.     or  money  orders  shall  be  made  payable  to  the  order  of  the  I>egtrt- 
mmt  of  Water  Supply,  Gas  and  Electricity."  Checks,  unless  certieed^ 
aie  recmred  subieet  to  ooOeetion  and  will  be  exerted  whm  paid  as  of  date  <rf  reowpt 
hereof. 

PlMeof  21.    Cash  pavments  to  be  made  only    at  the  cashier's  window, 

Faimimt.     Bureau  of  Water  Register,  of  the  respective  borough  offices.  Checks 
and  money  orders  may  be  delivered  at  the  cashier's  window  or  mailed 
Tat  sender's  risk)  to  the  Water  Register  at  the  respecBTO  borocM^  offices. 

Time  of  22.    Payments  will  be  accepted  from  9  a.  m.  to  3  p.  m.  dajly>  ?^®P.*' 

Payment.     Saturdays  when  the  hours  will  be  from  9  a.  m.  to  12  no<m.  The  Ttffkt  is 
TQserved  to  dedine  any  paymmt  twdeied  after  these  hourftt 

Frontage       23.    Frontage  rate  bills  are  due  and  payable  annually  in  advance  on 
Rates.        the  first  day  of  January  in  each  year  and  are  rendered  on  personal  application 
or  by  lettCT.  Chiuges  as  billed  are  subject  to  addition*  or  leduetion,  as 
subsequent  DeparlmeaaM  eacamination  may  indicate. 

Meter       24.   Bills  for  water  measured  by  meter  are  due  and  payable  when  rendered. 
lUtM.   Water  may  be  dmt  off  it  metop  InBs  remain  impaid  thirty  (30)  days  aftar 
dateiend^cecL 
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Property  25.    Before  paying  bills,  the  section,  block  and  lot  numbers  ^wn 

Description*    thereon  should  be  carefully  examined. 

Receipted  26.    May  be  called  for  at  cashier's  window  Bureau  of  Water  Register. 

Bills.  They  will  be  mailed  provided  remittance  is  accompanied  by  addressed 

mvdope  bearing  the  necesssry  postage. 

Penalty.      27.   Penalty  accrues  unless  paymmt  has  been  perfected  prior  to  date 
when  due. 

PERMITS 

ApjJiffatiwei        28.    Applications  for  water  shall  state  fully  and  truly  the  purpose 

for  which  same  is  required,  and  appUcants  shall  answer  all  questions 
rdating  thereto,  and  information  furn^ned  AbSL  be  m  affidavit  bxm  wfa»  requtied. 

General       29.   A  permit  from  the  dep&rtamit  shall  be  secured  bef<ne  the  installa^ 
Pmaila*  tion,  repair^  or  alteration  of  a  tap,  private  main»  service^  cibImooIe,  meter 
et  its  eonneetiimSf  is  undertake 

FermltftsoS-  30.  Permits  shall  be  issued  only  to  licensed  and  bonded  plumbers 
who  have  duly  registered  in  the  office  of  the  Borough  President,  and 
who  have  filed  with  the  department  evidence  of  compliance  with  the  provisions  of  the 
Workmen's  Compensation  Law,  and  to  fdumbm  in  the  employ  of  Municipal,  State 
or  Federal  governments;  permits  to- repair  meters  on  the  premises  will  be  issued  to 
meter  companies  upon  request.  All  work  performed  under  permit  from  the  depart- 
ment shall  be  by  the  permittee  or  persons  emploj^ed  by  him. 

Approval  by  31.  Before  a  tap  or  service  repair  permit  involving  the  opening 
Bureau  of  of  a  hiehway  is  issued,  the  application  shall  be  approved  by  the  Bureau^ 
Highways.      cS  Highways. 

Building  32.  No  meter,  tap  service  leiNiir  permit  will  be  issued  unless 
Charges  to   all  charges  for  water  used  in  the  erection  of  new  buildings  located  or  to 

be  paid.       be  located  on  the  premises  have  been  paid. 

PwmJjfhwrir  33.  No  building  shall  be  demolished  without  permit  having  been 
issued  by  the  department  for  water  to  be  used  in  said  demolition, 
and  permit  secured  to  withdraw  all  taps  supplying  the  premises.  If  a  new  building 
is  to  be  erected  which  can  be  properly  supi^ed  by  one  il  the  existing  taps,  sitdi  ti^ 
nsed  not  be  withdrawn. 

Return  of  34.  Plumbers  ahaH,  within  twenty-four  hours  of  completion  of  work 
P«fmlt«        for  which  permit  has  been  issued,  make  return  to  the  department  of 

permit  with  certification  as  to  date  work  was  performed. 

Sh^n^ng.       35.    Permits  to  obtain  water  from  shipping  hydrants  are  granted  for 

periods  of  one  month  or  multiples  thereof.   Permits  will  not  be  issued  foasi8 

parts  of  a  month  nor  will  extensions  of  time  be  allowed  for  boats  that  may  be  out  aCuHi 
servioe,  and  no  uneqxired  penoits  will  be  transferred  to  other  boatoi  ^ 

Where        36.    Permits  are  issued  during  office  hours  at  the  office  of  the  Waiflif" 
IsMied.    Begisto  in  the  borouf^  in  which  the  property  is  located. 

Permits  at  37.    Permits  issued  shall  be  shown  on  request  to  inspectors  of 

Job  Location,     the  department  and  to  all  police  officers.    Permits  for  the  erection 

of  or  alteration  to  buildings,  for  miscellaneous  charges  in  connection 
with  the  ««ction,  alteration  or  di^olition  ot  buildings,  for  street  opening  and  for 
miscellaneous  use  of  water,  shall  be  kept  in  an  aceesinble  location  on  the  proaoisee 
during  iim  time  that  wcurk  is  in  operation. 

TAPS 

Separate      38.    Except  with  the  written  permission  of  the  department  a  separate 
Supply.     tap  and  service  shall  be  installed  for  each  building  located  on  a  street  in  which 
there  is  a  (My  water  main  and  no  consumer  will  be  allowed  to  supply  water 
to  otiier  persons  ot  premises.  The  siaynasing  of  taps  oat  services  is  inhibited. 

Method  <rf  39.  The  tap  shall  be  inserted  on  the  upper  quarter  of  the  lupe  facing 
Tap|dttg«  the  premises,  bringing  the  line  of  the  tap  at  an  angle  of  45  degrees  from 
the  vertical  plane,  if  subsurface  conditions  prohibit  placing  the  tap 
in  this  position,  it  shall,  if  practicable,  be  placed  at  a  pmnt  further  down  on  tibe  pipe, 
but  not  below  the  horizontal  plane.  The  tap  may  be  placed  at  <ur  near  the  to^  01  the 
pipe  if  no  other  location  is  praoticaUe. 

.Wet  Clonnao  40,  Wet  connections  shall  be  inserted  in  the  city  main  facing 
ttona««tc.         the  premises,  not  lower  than  90  degrees  from  the  vertical  plane. 

If  subsurface  conditions  prohibit  placing  the  wet  connection  in  this 
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position,  it  shall,  if  practicable,  be  placed  in  the  opposite  side  of  the  |»^  in  relatively 
the  same  position  or  at  an  angle  nearer  to  tbe  top     the  pipey  but  in  no  inatenfift  ahgU 

it  be  inserted  below  the  horizontal  plane. 

Spacing        41.    All  ^g",        and  V  taps  shall  be  spaced  at  a  minimum  distance 
of  Taps,    of  18"  apart.   All  13^2",  2"  taps  and  wet  connections  shall  be  spaced  at  a 
minimum  distance  of  24"  apart.  No  tap  or  wet  connection  shall  be  inserted 
mthin  24"  of  the  face  of  the  hube^  qsedal  oiM*ingH>  l^dzant  bnmcbes  cnr  dead  eiid& 

ChargM.      42,   Charges  for  taps,  plugs  and  wet  connections  shall  be  fixed  by  the 
Commissioner  and  posted  at  the  permit  desk  of  the  permit  clerk  in  the 
offiee  of  the  Bureau  of  Water  Register.   These  charges  may  be  changed  by  the  Com- 
nammer  without  notice  to  meet  changes  in  costs  of  labor  or  materiaL 

The  charge  shall  include  furnishing,  ddivmng  and  inserting  tap  or  aeltuaig  wet 
connection  sleeve  and  valve  ready  for  coBneetti^  to  the  service  pipe. 

Hugs.       43.    A  charge  of  SI  will  be  made  for  the  insertioa  of  a  plug  in  the  place 
where  a  tap  has  been  removed.    This  payment  shall  be  considered  as  full 
compensation  for  all  work  and  expense  incurred  by  the  department  in  placing  the 
phig  CSC  destrpying  an  abandoned  1^* 

44.  All  abandoned  taps  shall  be  drawn  from  water  mains  and  plugs  ins^ied*  and 
all  wet  connections  shall  be  destroyed,  the  expense  in  connection  therewith  being 
chargeable  against  the  owner  of  tbe  abutting  prapert^  tovracds  which  the  ti^p  w  eon- 

nection  faces. 

45.  Wet  connections  to  be  abandoned  shall  have  the  valve  closed  and  the  stuffing 
box  gland  thoroughlv  tightened.  The  valve  stem  shall  then  be  cut  off  flush  with  the 
stuffing  box  gland.  Tne  service  pipe  shdl  be  disocomeeted  andaplug  inserted  in  the  oatlet 
end  of  the  valve.  All  w^ork  must  pass  inspection  by  the  depai'tment  and  all  labor  and 
material  required  shall  be  furnished  by  the  plumber.  The  :$1  charge  in  the  permit 
for  a  plug  covering  the  destroying  of  a  wet  connection,  in  this  instance,  will  be  applied 
to  tiie  cost  <rf  imq)ectional  service. 

Electrical        46.   Upon  apphcation  of  Hcensed  plumbers,  the  department  will 
Indicator,    furnish  apparatus  and  services  for  locating  any  tsp^  alive  or  abandonedf 
and  will  diaige  $5  for  each  tap  ao  located. 

Wet  47.  All  ccainections  larsor  llian  two  (2)  inefaee  shall  be  'Sret  00^ 

Connections,  nections." 

Two-inch  connections  to  6"  or  4"  mains  shall  be  made  by  v'et  connections. 

Corner  48.    Corner  property  may  be  connected  with  a  main  in  either  street 

Pkt>perty«     at  the  option  of  the  owner,  or  may  be  connected  with  both  mains  if  the 
oiae  or  occupancy  warrants. 

Sm  and  49.   Tlie  edae  and  number  of  tape  or  ocnmectiona  for  an  unmetmd 

Number  of  supply  to  any  building  shall  be  computed  upon  the  floor  area  of  said 
Unmetered  building.  The  floor  space  shall  be  computed  by  multiplying  the  area 
Taps.  which  the  building  occupies  by  the  number  of  floors.   The  floors  to  be 

computed  in  tioB  calcination  shaQ  be  oidy  those  which  separate  the 
stories  which  the  department  would  consider  in  fixing  a  frontage  rate,  and  all  floors 
below  the  street  level  on  which  are  chargeable  water  fixtures.  The  area  of  the  building 
shall  be  computed  from  the  general  over-all  dimensions,  exclusive  of  small  projections 
such  as  bay  windows,  porches,  eto.  Ext^isions  shdl  be  oompnted  in  the  same  way 
and  added  to  the  floor  space  of  main  bmlding.  An  extension  to  be  included  shall  have 
a  floor  space  of  at  least  150  square  feet  per  floor.  The  resulting  figures  shafl  be  called 
the  nest  higher  even  thousand,  thus  217436  shall  be  considered  218000  square  feet. 

The  area  of  one  tap  shall  be  credited  for  the  first  7S00  square  feet,  one  %"  tap 
for  the  first  15.000  square  feet,  and  above  15^000  square  feet,  one  tap  f<»  every 
additional  10,000  square  feet  of  floor  space. 

50.  The  total  number  of  ^"  taps  computed  shall  be  reduoed  to  a  burger  siaed  it9 
in  accordance  with  the  following  table: 
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GQMilNATlONS  OF  dTAbK3AR0  TAPS 
HMTINa  ARCAS  CQUM.  TO  . 

AMY  CWCH  MUMftCR  OT^TAPS 


Size.  51.  When  the  floor  area  <rf  aa  unmetered  pronkes  entitles  it  to  a  number 
of  taps,  the  total  area  <tf  which  is  equivalent  to  a  larger  standard  size 
tap  and  50  per  c^t.  cff  mm  m  eoEoesa  theieo£»  the  iiext  larger  staadard  size 

tap  shall  be  granted. 


FlushometerSy 
and  Part 


52.  Taps  in  number  and  size  greater  than  those  specified  above 
may  be  allowed  upon  the  written  approval  <rf  the  Deputy  Cohh 
missicmer  or  Borough  Engmeer,  who  is  to  state  whether  the  increase 
in  tap  area  is  allowed  on  account  of  the  use  of  flushometer  closets 
or  other  causes.  Where  a  building  is  to  be  used  in  part  for  business  and  in  part  for 
domestic  piurposes,  additional  taps  may  be  permitted  upon  the  approval  of  the  engineer, 
where  the  character  of  the  business  conducted  is  such  as  to  require  a  quantity  of  water 
inlddi  could  be  consisteiitly'eoQaid^ed  above  ruxrinal  use  for  ordinary  business  purposes. 


Roof -tank  or 


63.    Buildings  provided  with  a  roof  tank  or  pump  shall  be  granto  1, 
upon  the  approval  of  the  Deputy  Commissioner  or  Borough  Engineer, 
an  additional       tap  for  each  7500  square  feet  of  floor  area  or  the 
equivalent  in  a  larger  tap. 

54.  No  building  shall  be  granted  more  than  one  tap  except  upon  written  applicatira 
and  Apprmsi  by  the  Deputy  QmmwHioner  or  Boroupi  E^neear. 

Size  of  55.   If  a  buflc&ig  is  entirely  metered  the  next  larger  tap  than  that 

Metered     pmnitted  in  unmetered  pr^nises  will  be  granted  upon  application  of 

Tape*  the  owner.    Where  a  tap  m  excess  of  this  size  is  desired,  the  application 

shall  only  be  granted  on  approval  of  the  Deputy  Conmiissioner  or  Borough 
Engineer.  The  Deputy  C^DomlsBtonear  or  Borough  Engtneea*  may  require  the  filing  of 
an  ^davit  by  the  owner  of  the  prmises  requesting  the  excess  tap  area,  specifying 
the  reasons  for  the  necessity  and  affreobg  to  plug  the  asceas  tap  in  the  event  of  change 
of  occupancy  in  the  premises. 

Fire  Con-  56.  The  size  of  a  connection  for  fire  service  shall  be  approved -by  the 
nections.  Deputy  Commissioner  or  Borough  Engineer.  Plans  of  the  proposed 
file  installation  shall  be  submitted  if  the  connection  requested  exceeds 
4"  in  diameter.  The  diameter  of  the  service  pipe  shall  not  exceed  the  diameter  of  the 
city  main  or  the  connection  to  the  city  main  except  where  the  service  pipe  is  the  same 
size  as  the  city  main,  in  which  case  the  next  smaller  standard  size  connection  may 
be  used  irfaen  approved  by  the  Deputy  Commisnionqr  or  Borou^  Engineer. 

Plumbers'  57.   Notice  shall  be  left  at  the  Bureau  of  Water  Supply  by  the 

Appc^tmente*    {dumber  fixing  the  day  on  which  he  wishes  the  tap  or  plug  inserted 

or  connection  made.  This  notice  shall  be  given  48  hours  previous 
to  the  proposed  hour  for  tapping.  Plumbers  shall  make  appointments  with  the  Bureau 
of  Water  Supply  twenty-four  hours  in  advance  for  inspections  erf  service  pipes,  and 
the  entire  section  of  {Hipe  repaired  or  installed  dull  be  eigposed  for  examinatmi. 

68.  On  tap  or  service  installation^  the  tapper  or  inspector  dial!  not  wait  more  than 
15  minutes  to  insert  tap  or  plug  or  pass  upon  the  service.  Tf  a  new  a]ipointment  be 
necessary  it  shall  be  made  ttuough  the  borough  offices  of  the  Bureau  of  Water  Supply. 
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Location  59.  No  lap  will  be  inserted  unless  the  location  of  the  excavation 
of  Taps*      agrees  with  the  permit  location.   (All  old  taps  shall  be  plugged  or  destroyed 

at  or  before  the  completion  of  the  l)uilding.) 

60.  All  ta])s  shall  bo  inserted  in  front  of  the  property  to  })e  sTi]iplied  with  water 
if  there  is  a  City  water  main  in  the  street.  No  tap  shall  be  located  in  front  of  any 
driveway  or  proposed  driveway. 

SIm  of  61,  Sise  of  ^usavations  for  wet  connections  and  i&pR  eiiall  be  in 

Excavation,   accordance  with  the  following  table: 


^ife^sf ruction  pre^ri^  J.„,^ 


IIS9 


WET  C0/^/^£C7t0fi5 


9tZ£ 


\DIMEN5!0N3  OF  OPmNGS 


6' 


€'-Kf 


8' 


6' 


16' 


2C 


24' 


36' 


46' 


ft' 


20' 


24' 


7-0- 


8':2' 


S-4-' 


a''8' 


9-/' 


8-7- 


9-0' 


9'-4' 


9'-8" 


I/-/ 


9r-2' 


9-6' 


9'- 10' 


I0--2' 


30' 


36' 


48' 


10-8'^ 


B 


4-0' 


6-0' 


r-0' 


r-o 


A  /' 


J-3' 


/-J 


f-r 


f-5' 


I'-r 


2-6' 


2-9' 


d'6 


77 


I'-r 


2-6 


7^ 


3-(f 


r-2 


7-y 


7'-5- 


7- 10 


7-- 6" 


7'-r 


T'lr 


8'-r 


8-3- 


8'-7- 


9'-r 


7-// 


5^ 


TAPS 


5IZE 


WATER  Pipe 


8- 


12' 


16' 


2¥ 


24' 


30'- 


36' 


48' 


01MEN5ION5  OF  OPENINGS 


4-4' 


4'-€' 


4-8' 


S'-O' 


5-4' 


S'-8- 


3'-0' 


6-0 


6-6' 


7'-0' 


8-0' 


2-2' 


Z'-3' 


2-4' 
1^ 


2-/0' 


J-  0' 


3'-  tf" 


4'-0- 


1-6' 


Where  fwo  /a/fs  are  p/aced  in  Mfi 
same  opening  make  G  4-Q'*  f0r 
ii^s  up  h  4tnd  McA/^//r^ 

Depaktment  op 
Water  Supply,  Gas  and  ElbctMCITY. 

City  of  New  York, 

Size  of  Openings. 
For  Wet  Connections  and  Taps. 


SERVICES 

Servioi       62.   A  eervice  pipe  is  defined  as  that  portion  of  the  water  pipe  supplying 

ripag_      one  or  more  buildings  extending  from  the  pubHc  main  to  a  main  stopcock 
or  valve  inade  the  building  or  to  the  point  where  the  supply  is  fully  metered. 

63.  A  service  pipe  may  be  used  for  the  combined  domestic  and  business  consumption 
and  fire  protection  if  branch  pipes  be  metered  as  and  if  required  by  these  rules,  but 
the  piping  system  for  e^ch  purpose  shall  not  be  croes-conndcted  beyond  the  outlet 
of  the  meter. 

Pipingr*  '  64.  AJl  new  service  pipes  <rf  2"  in  diameter  or  less  shall  be  of  lead.  Swvice 
pipes  larger  than  2"  in  diameter  shall  be  lead,  of  galvanized  iron,  or  cast 
iron.  The  material  and  diameter  of  a  service  pipe  must  be  the  same  (excepting  size 
of  gooseneck)  from  the  tap  all  the  way  into  the  building  or  to  a  point  where  the  service 
is  fully  mdimd  except  that  on  lead  serviees  of  all  sizes  where  it  is  not  practicable  to 
set  the  meter  close  to  the  building  or  vault  wall,  galvanized  iron  pipe,  extra  heavy, 
may  be  used  instead  of  lead  pipe  between  the  inner  face  of  the  wall  and  the  meter, 
provided  that  the  lead  service  pipe  is  carried  through  the  wall  and  a  valve  placed  at 
this  pointy  and  the  galvanised  iron  eKten8i<m  between  the  valve  and-  the  meter  be 
expoaoA  and  raaain  exposed  to  view. 

IMmensions  65.  Dimensions  and  weight  of  lead,  galvanized  iron  and  cast 
mxA  W^hts.    ircm  i»pe  to  be  used  under  t^ese  rules  ^  as  foUows: 
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AA  LEAD  PIPE 

Inside  Calibre                      Thickness  Lbs.  p«r  linear  Foot 

.23  3H 
1    "  .24 

IM"                                     .245  b% 

m"                                   .27  7M 

2^'                                      .266  9 

AAA  LEAD  PIPE 

Inside  Calibre  Thickness  W  eight  per  Linear  Foot 

.296  43^  lbs. 

1"                                        .295  6 

IM"                                   .296  ^%  " 

13^"                    .31  m " 

2"                                      .355  11^  " 

EXTRA  HEAVY  GALVANIZED  IRON  PIPE 


Diameter 

Lis-  per 

Nominal  Size 

Inside 

Outside 

Linear  Foot 

1  " 

.951" 

1.315" 

2.17 

1.272" 

1.660" 

3.0 

VA" 

1.494" 

1.900" 

3.63 

2  " 

1.933" 

2.375" 

5.02 

2H" 

2.315" 

2.875" 

7.67 

3  " 

2.892" 

3.6" 

10.26 

4  " 

3.818" 

4.5" 

14.97 

6  " 

5.751" 

6.025" 

28.58 

8  " 

7.625" 

8.625" 

43.0 

10  " 

9.76" 

10.750" 

64.25 

12  " 

11,76" 

12.760" 

66.0 

CAST  IRON  PIPE  (CLASS  B  CORPORATION) 

Weight 

Size  Thickness  Per  Foot  Ptfl2'Laigth 

3"  .42"  16.2  194 

4"  .45"  21.7  260 

6"  .48"  33.3  400 

8"  .51"  47.5  570 

10"  .57"  63.8  765 

12"  .62"  82.1  985 

Cast  inm  ^pe  shall  be  coated  inside  and  outside  witii  cool  tar  pitch* 

Brass  66.   Service  pipes  of  all  diameters  may  be  oi  brass  with  extra  heavy 

S«rrioss«    brass  fittings.   The  brass  pipe  shall  be  best  quality  extra  heav>%  seamless 

drawn,  semi-annealed,  and  shall  be  free  from  surface  d^ects  inside  and 
outside,  clean  and  of  uniform  color  and  quality,  and  true  to  gauge.  It  shall  correspond 
to  standard  size  iron  pipe  and  shall  take  the  standard  iron  pipe  thread. 

High  Pressure  67.  Whfflft  a  premises  is  to  be  suppUed  through  a  sCTvioe  of  2" 
S^nricM*  or  hssR  in  diameter  from  a  main  in  which  the  pressure  is  86  lbs. 

or  more,  the  service  pipe  shall  be  etthw  3A  lead  or  estea  heavy 
brass  seamless  pipe  to  withstand  the  high  pressure. 

W%Md  Joints*        68.    All  connections  between  lead  and  iron  pipes  shall  be  made 

with  brass  soldering  nipples  and  "wiped"  joints.  All  connections 
between  lead  pipas  and  lead  and  brass  shall  be  made  by  means  of  wiped,  soldered 
joints  not  less  than  2"  in  length,  prepared,  tinned  and  fused.  All  joints  shall  be  imiform 
and  of  the  size  known  to  the  plumbing  trade  as  *'Heavj\"  The  solder  used  shall  be  of 
the  grade  known  as  extra  fine  and  the  outside  diameter  of  the  wiped  joint  at  the  center 
shall  be  at  least  in  excess  of  the  outside  diameter  of  the  lead  or  brass  pipe.  Solder- 
it^  nipples  shall  be  of  extra  heavy  cast  brass  or  thoroi^ily  annealed  seamless  drawn 
extra  l^vy  teass  pipe  tubing  ctf  standard  iron  gauge. 

Caulked  69.  The  caulked  jointB  for  east  irtm  service  {apes  shall  be  made  as 
Joints.  follows: 

The  inner  portion  of  the  annular  space  l^etween  the  spigot  and  the  hub  shall  be 
first  packed  with  clean,  sound  jute  packing  yam  free  from  tar.  The  remaining  space 
in  the  hub  ehall  then  be  run  full  of  lead  at  one  pouring  and  joints  shall  be  well  caulked 
with  proper  tools  and  made  water  tight.  In  pouring  joints  sufficient  metal  shall  be 
provided  so  that  when  the  joint  is  caulked  the  lead  shall  be  flush  with  the  face  of  the 
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hub.  The  lead  used  shall  be  of  the  best  quality  pure  soft  hnd  practically  free  from 
nil  impurities.    No  cold  lead  shall  be  used  for  caulking  or  filling  in.    The  d^»th  ol 

lead  joints  up  to  8"  pipe  shall  be  2%^'  and  for  larger  jiipe  it  i-ihall  be  3". 

Valves.  70.  All  valves  in  service  pipes  shall  be  of  the  gate  type  non-rising  stem 
and  may  be  constructed  with  iron  body  or  all  brass.  Inverted  key  type 
round  tee  handled  stop  cocks  may  be  used  as  a  curb  valve  up  to  1".  haxgieaf  ibasi  1" 
curb  valves  shall  be  of  the  gate  type  with  non-rising  stem.  The  house  control  valve 
shall  be  placed  in  the  service  within  2'  of  the  point  of  its  entry  in  the  building  wall 
and  shall  be  of  the  gate  type  non-rising  stem,  except  ] "  and  smaller  which  m^  be  of 
round  way  ground-in  stop  cock.  All  viuveB^hallbe  so  located  as  to  be  acoeflsim  at  all 
times.  All  valves  and  stop  eoeks  be  of  the  300  Ibs.  test  dasB  as  specified  in  the 
manufacturer's  catalogue. 

Curb  Cocks*  71.  A  stop  cock  located  at  the  curb  fitted  with  a  J^^"  galvanized 
iron  rod  and  protected  by  an  extension,  tar  coated  cast  iron  box  with 
cover  at  the  level  of  the  sidewalk,  may,  at  the  discretion  of  the  consumer,  be  placed 
upon  the  service  pipes  of  2"  or  less  in  diameter.  On  every  service  pipe  over  2"  in  diam- 
eter, a  suitable  valve  and  curb  box  shall  be  placed  in  the  service  pipe  at  the  street  curb 
unless,  in  the  judgment  of  the  Borough  Engineer,  it  is  impracticable  to  install  such  stop 
eock  and  box  at  said  location,  in  which  case  the  Borough  Engineer  may,  in  his  dia- 
erelion»  require  tiiat  such  stop  ooek  and  box  shall  be  instoSed  at  some  ottw  loeation. 

Service  to  be  72.  Each  new  service  pipe  ^lall  be  laid  in  a  straight  line  from 
Straight.  the  main  to  the  property  line  or  to  within  the  building  line,  at  right 
angles  to  the  street  main  to  which  it  is  connected,  except  that  where 
the  sub-surface  conditions  make  it  impracticable  the  service  mpe  majr  be  otherwise 
laid,  upon  the  approval  of  the  Borouffbi  Engineer  or  Deputy  Commissioner,  of  pk^ 
submitted  by  the  idumiber  showing  the  profoaed  locatieo  ef  tiie  aerrioe  pipe. 

Goose  Wedhs,       73.   All  lead  sorvioe  mpes  shall  have  an  excess  of  3  feet  of  pipe 

formed  into  a  gooee-necK  at  the  connection  to  the  tap  and  laid  to 
the  right  hand,  facing  the  tap.  All  galvanized  iron  services  and  brass  services  shall 
have  an  offset  swing  joint  at  the  tap  or  wet  connection  consisting  of  4  elbows  and  3 
pieces  of  pipe  not  less  than  2  feet  eacn.  Connections  to  the  city  main  by  cast  iron  pipe 
shall  be  made  direct  and  no  offset  swing  joint  installed. 

Depth  of      74.    The  services  shall  be  laid  at  a  depth  of  at  least  4  feet  below  grade. 

Service.  Where  the  service  pipe  has  less  than  4  feet  of  cover  because  of  subway 
ducts  or  other  sub-surface  condition  preventing  the  service  being  laid 
at  this  depth,  it  shall  be  protected  by  a  covering  of  1"  of  felt  cover  and  tar  paper  or 
other  suitable  waterprotrf  material.  Where  constant  exposure  to  frost  exists,  the 
service  shall  be  further  protected  by  additional  covering  of  felt  and  protected  with 
a  metal  sleeve  or  wooden  box  at  the  direction  of  the  Deputy  Commissioner  or  Boroi^ 
Engineer. 

Backfill.  75.  After  a  tap  has  been  inserted  or  service  pipe  installed,  the  backfill 
aromid  the  main  and  the  service  shall  be  of  clean  earth  free  ht)m  stone 
and  carefully  tamped  under  and  around  the  main  and  servict;.  The  remainder  of  the 
backfill  shall  be  free  from  stones  larger  than  6"  in  diameter  and  shall  be  satisfactorily 
compacted  either  by  tamping  or  flushing,  or  both.  The  service  pipe  shall  not  be  laid 
witmn  6"  of  any  oth«r  sulnsurface  structure,  conduit  or  pipe,  unless  sub-surface  coiv- 
ditions  make  it  impoesible  to  do  oibmnaB. 

Teste*  76.   Each  new  service  or  repur  to  a  service  diall  be  subjected  by  the 

plumber,  in  the  presence  of  the  tapper  or  department  in^MCtor,  to  a  water 
test  under  the  main  pressure  for  a  period  of  10  minutes.  All  pipes  and  appurtenances 
shall  remain  uncovered  for  the  duration  of  the  test  and  shall  show  no  sign  of  leakage 

Minimum  and  77.    The  minimum  diameter  of  a  service  pipe  shall  be 

Maadmum  Dl«-  and  the  service  pipe  shall  be  not  less  tlian  the  diameter  of  the 
meters*  tap  controlling  it. 

The  mairimimi  sixes  of  servioee  elided  are  as  f<diow8: 

Diameter 
of  Tap 


1  " 

2f'  or  wet  connectkm 

g//    If  u 

4«  it  It 
g//  II  II 

i<  <l 


Diameter  of 
Service  Pipe 

2  " 

2H" 

3  " 

4  " 
6  " 
8  " 
10  " 


Size  of  Service 

of  Gooseneck 

1  " 

IM" 

1  " 

IJi" 

iVi" 

1  " 

m" 

IH" 

2  " 

IM" 

2  " 

IV2" 

2V2" 

2  " 

m' 

2  " 

3  " 

2  " 

On  wet  connections  larger  than  those  listed,  the  service  shall  be  the  same  size  as  the 
wet  connection  except  when  approved  by  the  Deputy  C  ommissioner  or  Borough  Engi- 
neer in  writing. 

Minimum  Size  78.  Where  the  service  pipe  is  larger  than  the  controlhng  tap 
dp  GooM-Nedn.  the  minimum  size  of  the  goose^ieek  between  the  service  pipe  and 

the  tap  shall  be  as  follows: 

Minimum  Size 

Sse  of  Tap 

H" 

H" 
1  " 

■    1  " 

1  " 
IW 

2  " 
2  " 

In  connections  ovor  2"  in  diameter  the  gooaraieck  may  be  of  the  same  diameter  as 
the  tap. 

Size  of  Service  79.   In  buildings  ooeimied  for  domestic  purposes  the  minimum 

for  Domestic  size  service  shall  be  teffmiiod  by  the  number  of  families  supplied 

Consumption .  as  follows : 

No.  of  Minimum 

Families  Size  Service 
land  2  families 

3to  5      "  1  " 

6  to  10      "  .IW 

11  to  20     "  VA" 

21  to  30     "  2  " 

31  to  45      "  2A" 

Multi-family  buildings  housing  families  in  excmsctf  those  listed  above  fihaU  be  su^di^ 

with  services  in  proportion. 

80.  Where  the  minimum  size  service  for  a  specified  number  of  families  requires  a 
ta^  in  excess  of  that  granted  on  the  fioor  area  basis  for  unmetered  premises,  the  regu- 
lawm  relalmg  to  minimum  siae  sttvioes  shall  supersede  that  at  tiie  floor  area  Iwsis. 

Suctfam  81.  Where  a  pump  is  used  a  smge  or  suction  tank  fibaU  be  iDstaUed 
Tanks.      if  required  to  prevent  undue  lowering  of  the  street  main  pressure  and  as 

directed  by  the  Borough  Engineer.  To  minimize  water  hammer  a  service 
inpe  directly  supplying  the  surge  or  suction  tank  or  other  similar  appliance  which  is 
controlled  by  a  quick-<:lo6in£  device,  shall  be  connected  to  an  air  chamber  of  approved 
t^rpe  -^aced  wiiere  and  as  ooreeted  Igr  the  Baroui^  Engineer. 

Check  Valves.      82.  A  fire  line  serrioe  shall  be  check-valved  at  the  outlet  ade 

of  the  meter.   Where  service  supplying  a  hot  water  or  steam  boiler 
is  check-valved,  a  reli^  valve  shall  be  installed  at  the  outlet  side  of  the  check  valve. 

83.  If  a  meter  installed  on  a  fire  service  pipe  is  equipped  with  a  check  valve  or  check 
valves  so  that  a  backflow  of  water  through  the  meter  is  prevented  thereby,  then  a 
separate  check  valve  is  not  required.  If  such  a  meter  be  dther  wholly  or  partially 
removed  in  such  a  manner  as  to  make  its  chedc  valve  or  valves  ineCEective,  then  » 
separate  check  valve  shall  be  placed  in  the  servioe  pipe  during  the  period  that  the 
meter  check  valve  or  valves  remain-inoperative. 

84.  Where  more  than  one  service  pipe  supplies  a  building  and  the  services  are 
supplied  from  different  mains,  the  services  shall  be  check  valved  at  the  outlet  side 
of  we  house  valve  witii  an  approved  cheek  valve. 

Repairs  to  85.  The  rules  for  new  services  shall  be  complied  with  for  that  section 
Servioee.      of  ibe  sovice  which  is  repured.   If  necessary  to  ocmiidy  with  the  rules 

for  new  services,  the  service  shall  be  replaced  when  a  new  tap  is  inserted 
unless  the  existing  service  is  considered  adequate  by  the  Borough  Engineer  and  also 
when  the  repair  requires  the  replacement  of  one-half  or  more  of  the  existing  service. 

Repairs  to  86.  When  a  repair  is  found  to  be  necessary  on  a  service  and  such 
Goioee-neck.  repair  requires  tiie  re-wiping  of  the  jdnt  immediately  adjacent  to 
the  tap  or  replacement  of  the  connection  in  galvanized  iron  or  brass 
at  the  tap,  the  service  between  the  tap  and  the  serviee  pipe  snail  be  equipped  witii  a 
lead  goose-neck  or  swing  joint  offset. 
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87.  Whe&  a  service  pipe  is  damaged  by  electrolysis  it  bhall  be  protected  by  the 
owner  to  the  satisfaction  of  the  Boroi^  Engineer. 

88.  Where  the  service  pipe  is  damaged  by  a  contractor  for  the  dty  or  a  public 

utility  corporation^  the  plumber  making  the  repair  will  only  be  obliged  to  replace 
the  damaged  portion  of  the  service  in  conformity  with  department  regulations  even 
if  the  repair  constitutes  more  than  one-half  of  the  service  or  if  a  new  tap  is  inserted. 

Emergency  89.  A  licensed  plumber  may  without  a  department  permit  render 
Repairs.  assistance  in  case  of  an  accident  to  a  service  pipe  whenever  the  depart- 
mmt  office  is  not  open  for  bissiness,  but  he  snail  apply  for  a  pmnit 
immediately  after  said  office  is  reopened.  Where  it  is  necessary  to  open  a  street  to 
render  such  assistance,  the  plumbs  shall  obtain  an  emergency  permit  from  the  police 
precinct  commander. 

Thawing.  90.  No  company  or  individual  shall  undertake  the  thawing  oi  water 
service  pipes  or  mains  by  the  use  of  electric  current  unless  an  inspector 
of  the  department  supervises  the  work.  The  services  of  the  inspector  shall  be  paid 
for  by  the  company  or  individual  to  whose  work  he  is  assigned  at  the  rate  of  $5  per 
day  or  such  proportional  part  of  a  day  in  excess  of  one-h^'  day.  If  his  services  are 
required  for  one-half  day  or  less  the  charge  shall  be  S2.50. 

Private  91.  Private  mains  supplying  premises  on  a  street  in  which  no  city  main 
Mains,  exists  shall  be  not  less  tnaoi  l"m  diameter  aad  may  be  of  AA  lead  or  extra 
heavy  galvanised  iron  pipe^  for  that  portion  of  the  main  that  takes  the 
place  of  the  city  main.  The  connection  of  the  private  main  to  the  city  main  shall 
be  equipped  at  the  connection  to  the  tap  or  wet  connection  with  a  goose-neck  or  offset 
swing  jomt  as  specified  in  the  rules  for  installation  of  new  service  pip^  Private  mains 
shall  be  separately  controlled  by  a  gate  valve  placed  in  the  private  main  on  the  building 
line  of  the  street  in  which  the  dty  main  esistSy  and  a  cast  iron  ext^ision  street  box 
shall  be  placed  over  the  valve. 

Branch  92.    Each  branch  connection  (service  pipe)  from  the  private 

Connections,  main  shall  be  controlled  at  the  connection  by  means  of  a  round 
way  groimd-in  tee  handled  stop-cock.  These  branch  connections 
shall  comply  with  all  department  regulations  governing  new  service  pipe  installations 
including  a  goose-neck  or  swing  joint  at  the  stop-cock.  Plugged  tees  may  be  inserted 
in  a  private  main  to  afford  connection  for  future  buildings. 

93.  Private  mains  and  all  connections  thereto  and  branches  therefrom  shall  be 
installed  only  under  permit  from  and  inspeetion  by  the  department. 

94.  Connections  to  a  private  main  shall  be  made  only  with  written  oOBsent  <rf  the 
owners  of  tiie  private  main. 

Responsibility.      95-   Owners  of  premises  supplied  from  a  private  main  shall 

assume  responsibility  for  sll  damage  resulting  from  the  stoppage 
of  water  by  the  department  without  notice  from  the  department  of  such  a  stoppage. 

Mstetenanoa.      96.    Owners  of  the  premises  supplied  from  private  mains  shall 

maintain  such  mains  in  good  order  and  be  nisponaiblefox  the.plugging 
of  the  controlling  tap  when  a  city  main  replaces  a  private  main. 

Plugging  97.    If  a  branch  connection  to  a  private  main  is  to  be  abandoned, 

Branch  it  shall  be  disconnected  at  the  stop-cock  in  the  tee  connection  to 

Connections.    IJie  private  main,  and  a  solid  plug  inserted  in  the  outlet  ci  ibid  stop- 
cock.  This  work  shall  be  performed  at  the  owner'a  mqpeo»  by  a 
licensed  plumber  under  permit  from  the  department. 

Elimination  of  98.    The  procedure  to  be  followed  in  eliminating  temporary 

Private  Mains,  or  private  water  mains,  driven  taps,  and  transferring  service 
Driven  Taps,         pipes  therefrom  to  city  mains  is: 

and  Transferring  (a)  Where  the  department  lays  a  water  main  in  a  street  in 
of  Taps  and  whic^  a  city  main  is  already  in  service  and  where  it  is  necessary 

Sarvicas.  or  desiraUe  to  sUft  the  house  s^vices  from  the  old  to  the  new 

main,  the  changbg  of  semces  and  taps  unSl  be  done  by  and  at 
the  expense  of  the  department. 

(b)  Where  it  becomes  necessary  to  lay  or  relay  a  city  main  due  to  change  in  the 
established  line  or  grade  of  a  street,  necessitating  the  shifting,  altering  or  extending 

house  services  or  taps,  the  changmg  id  services  and  laps  wm^be  done  Dy  and  the 
expense  of  the  department. 

(c)  Where  it  becomes  necessary  to  lay,  relay,  lower  or  raise  a  water  main  due  to 
the  grading  of  the  street,  where  such  street  was  not  previously  on  the  estabUshed 
grade,  necessitating  the  alt^ing  or  eictendhog  of  house  services,  the  department  will 
furnish  mew  taps  to  each  property  awmt  whose  pt&smm  wore  oonneeted  diieetly  with 
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iJie  main  as  previously  laid.  The  altering,  lengthening  or  extending  of  service  pqpes 
^11  be  done  by  and  at  the  expense  of  the  property  owner. 

(d)  Where  the  department  lays  a  water  main  in  a  street  in  which  the  houses  are 
supplied  from  a  private  main,  notice  shsll  be  gjlven  the  property  ownm  directing  them 
to  disconnect  their  service  pipes  from  the  private  main  and  to  reconnect  separately 
to  the  city  main  within  ten  days  from  the  serving  of  said  notice,  or  within  such  other 
period  as  the  department  may  specify.  If  the  property  owners,  or  any  of  them,  fail 
or  neglect  to  take  the  action  called  for,  and  witmn  the  time  specified,  the  depsrtmeat 
shall  ^ut  c^,  dismantle  or  plug  the  tap  supplsring  the  private  water  main  and  shall 
bill  the  expense  against  the  property  owner  or  owners  supplied  from  the  private  main, 
this  expense  being  equally  divided  among  the  premises  supplied.  When  a  propertv 
owner  reimburses  the  department  for  his  share  of  the  expense,  the  departmmt  wfll 
without  furdi^  diarge  place  a  tap  of  proper  size  on  the  new  city  main,  but  the  expense 
of  altering  or  connectiiig  the  service  pipe  shall  be  borne  by  said  property  owner. 

(e)  When  a  water  main  is  uncovered  if,  in  the  judgment  of  the  department,  it  is 
advisable  to  replace  a  driven  tap,  and  if  the  necessity  of  replacing^  the  driven  tajj  is 
not  caused  by  any  act  of  the  property  own^  or  his  agent,  as  certified  to  in  writiiu| 
by  the  Borough  Engjne^,  a  new  screw  tap  will  be  inserted  by  the  d^MOteieot  ana 
connected  with  the  service  without  charge  to  the  property  owner. 

Repairs  to  99.    No  permit  will  be  issued  to  alter  or  repair  a  private  water 

Private  Mains*    main  supplying  buildings  facing  on  a  street  in  which  a  city  main 

is  in  service.  Notices  shall  be  sent  to  the  ownera  of  such  property 
to  disconnect  from  tiie  private  main;  sepaiatdy  oimneet  to  the  ca^  main  and  phig 
ibe  t^p  ccmtndling  the  private  main, 

METERS 

100.  All  water  furnished  for  business  consumption  shall  be  measured  by  meters 
of  a  pattern  and  type  approved  by  the  Board  ctf  Aldermen  unless  the  amount  oi  water 
so  used  isy  in  the  judgment  of  the  department,  insufficient  to  warrant  the  instaUa&m 
oi  a  water  meter.  (Chiui»r,  Greater  New  York,  Section  476.) 

Matera  101.    The  following  meters  have  been  approved  by  the  Board  of 

Approved.     Aldermen  for  use  in  the  City  of  New  York  up  to  March  1st,  1923: 

American  Disc  Water  Meter* 
Crown  Water  Meter. 
Eiwdai  Water  Meter. 

Hersey  Detector  Water  Meter  (for  fixe  lines  <mly)« 

Hersey  Disc  Water  Meter. 

Hersey  Rotary  Water  Meter, 

Hersey  Torrent  Water  Meter. 

Keystone  Water  Meter. 

Iving  Water  Meter. 

Nash  Water  Meter. 

Nilo  Water  Meter. 

Thomson  Water  Meter, 

Trident  Water  Meter. 

Trident  Crest  Water  Meter. 

Trident  Protectus  Water  Meter  (tdC  fire  lines  QOly)* 
Worthington  Disc  Water  Meter. 
Worthington  Piston  Water  Meter, 
Worthington  Turbine  Water  Meter. 

Unmetered  102.  No  immetered  city  water  shall  be  used  in  any  premises  where 
Water*  the  supply  is  recorded  as  fully  metered,  or  in  that  part  of  any  preo^iaes 

that  is  recorded  as  bdng  siq^lied  through  a  metor  or  metm. 

Taalu       103.  Every  mieter  before  bmg  placed  shall  be  sent  tagged  with  a  memo- 
randum of  the  owner's  or  purchaser^  name,  residenoe  or  place  oi  business,  to  a 
designated  department  testing  station  to  be  tested. 

Setting  104.    In  setting  or  resetting  a  meter  the  requirements  are  as 

of  Meters.  follows: 

The  dial  shall  be  set  horizontal;  the  connections  shall  be  made  by 
couplings,  unions,  or  flange  unions,  on  both  inlet  and  outlet  end,  and  bored  for  sealing 
with  holes  not  less  than  3-32nds  of  an  inch  in  diameter;  between  the  meter  and  the 
meter  main  a  stop-cock  or  valve  shall  be  placed  on  the  service  within  one  foot  of  the 
meter:  for  meters  larger  tlum  1''  there  shall  be  a  valve  on  the  outlet  side  of  the  meter 
in  addition  to  the  inlet  valve;  on  ,  l}4"  and  2"  meters,  a  fall  sized  tee  shall  he 
placed  on  the  outlet  between  the  meter  and  the  outlet  valve,  with  a  short-capped 
nipple  in  the  tee;  on  meters  3"  and  larger  a  tee  with  a  2"  o^nin^  shall  be  pUoed  on 
the  outlet  between  liie  metor  and      outlet  valve,  a  dmt  mpgie  m  tte  tee  and  a  2r' 
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valve  in  the  nipple.  In  setting  2"  and  larger  meters,  the  phnnber  shall  file  in  duplicate, 
for  approval,  a  plan  or  sketch  showing  the  proposed  installation  from  the  city  main 
to  a  point  beyond  the  meter.   On  partially  meteved  prapuaeft  the  m^esr  loeatum  shall 

be  to  the  satisfaction  of  the  department. 

******  L^^^'  meter  shall  be  set  or  reset  in  pits  within  the  building  without 
the  permission  of  the  department.  For  1"  or  smaller  meters  the  pits  shall 
not  be  less  than  T  6"  wide  by  3'  d'Honf  and  less  than  4'  in  depth,  and  shaU  be  provided 
with  a  cover  so  constructed  as  to  permit  of  the  entire  pit  being  uncovered  by  one  man. 
For  larger  meters,  pits  shall  be  of  sufficient  size  to  permit  access  to  all  portions  of  the 
meter  and  connections,  and  if  covered,  shall  be  provided  with  an  opening  of  at  least 
2  .square  erf  2'  6"  in  diametw.  The  jsover  to  such  opening  shall  be  provided  with  a 
suitable  handle  or  grip,  and  shall  not  be  too  heavy  for  one  man  to  lift.  Pits  more  than 
4  m  depth  shall  be  provided  with  a  pocmaiMat  buiUrui  laddor.  Meter  boxes  amnroved 
by  the  department  may  be  used. 

Current        106.    A  straight  section  of  pipe  in  length  at  least  eight  times  the  diameter 
Meter       of  the  meter,  shall  be  installed  immediately  before  the  inlet  to  all  current 
SsMJntgr-    meters;  no  fittings  of  any  kind  will  be  permitted  on  this  straight  section 
of  pipe.  Where  this  setting  u  found  inqpractieaUe  the  meter  fSq^i  be  set 

as  directed  by  the  Water  Register, 


107.  No  seal  placed  by  the  department  for  the  protection  of  any  meter, 
fittmg  or  other  water  connection,  shall  be  tampered  with,  or  defaced. 
It  shall  not  be  broken  except  on  written  authorization  from  the  department.  Where 
the  seal  is  broken  the  depuianoit  reserves  the  right  to  order  the  meter  removed  for 
test  at  the  expense  of  the  consumer.  It  is  a  violation  of  Section  1432  of  the  Penal 
Code  to  break  or  deface  or  cause  to  be  broken  or  defaced,  the  seal  of  a  water  meter. 

Safeguarding  of  108.    The  owner  or  consumer  shall  be  responsible  for  the 

Meters  and  Seals,    safeguarding  of  the  meter  and  seal  and  if  required  by  tiae  depart- 
ment he  shall  properly  box  and  protect  same. 

Ij^tion  109.  All  meters  shall  be  set  or  reset  under  the  supervision  of  the 
off  Kfetw*  department  and  so  that  they  may  be  easily  examined  and  read.  In  all 
premises  which  are  to  be  fully  supplied  by  meter,  the  meter  shall  be  set 
withm  two  feet  of  the  building  or  vault  wall  at  the  point  of  entry  of  the  service  pipe. 
The  service  pipe  between  the  meter  control  valve  and  the  meter  shall  be  kept  exposed. 
When  a  building  is  ^tuated  back  of  the  building  line  or  conditions  exist  in  a  building 
that  prevent  the  setting  <rf  the  meter  at  the  point  (tf  mtEy,  tiiie  meter  may  be  set  outmde 
of  the  building  in  a  proper  water-tight  and  {fOBt*i»roof  pit  or  metOT  bOK.  or  at  Other 
location  approved  by  the  Water  Register. 

Removal  with-  110.  When  a  meter  is  removed  without  permission,  it  shall  be 
out  Permit.        tested  before  being  reset,  or  it  shall  be  replaced  by  a  new 

meter. 

Orders  on        111.    Plumbers  after  obtaining  a  meter  repair  or  new  set  permit 
Testing       £nmi  the  Bureau  of  Water  Registar  eduJl  obtain  an  order  from  the  meter 
Station.       company  on  the  testing  station  to  deliver  the  meter  giving  style,  size 
and  number  of  meter,  aod  locaticm  of  tba  premim  where  meter  is  to  be 

set. 

Minimum  and  112.  The  meter  may  be  either  the  same  size  or  one  size  larger 
Maximum  Siae.   ^^n^the  tap  controlling  the  service  on  which  the  meter  is 

Repairs.  113.  Licensed  idumbers  shall  remove  meters  and  present  them  to 
meter  manufacturers  or  meter  repair  companies  for  repairs  within  tiu«e 
days  from  date  of  issuance  of  permit.  No  meter  shall  be  presented  to  any  meter  manu- 
facturer or  repair  company  where  the  number,  size  and  style  of  meter  does  not  correspond 
with  the  numbs  stated  on  the  department  permit.  Meter  manufacturers  and  repair 
oompanies  Aall  not  repair  wosSx  meter  and  sball  repcnrt  any  violati<m  <rf  tiiis  nde. 

114.  Meter  manufacturers  and  repair  companies  shall  complete  repairs  to  meters 
within  two  weeks  of  receipt  of  meters  and  forward  them  immediatdy  to  tbe  d^Murt- 
ment  testing  station.  Plumbers  shall  remove  meters  from  the  pipe  yard  and  teset 
them  within  five  days  from  the  date  of  the  department  notification. 

115,  Two-inch  and  larger  meters  may  be  repaired  on  the  premises.  After  repairs 
are  made,  a  test  will  be  made  by  the  department.  If  the  meter  does  not  register  within 
the  required  degree  of  accin-acy,  further  repairs  may  be  made  to  be  followed  by  a  second 
test  of  the  meter.  If  the  meter  is  not  then  registering  satisfactorily  the  cost  to  the 
city  of  any  additional  test  ahdl  be  paid  for  by  the  eompany  or  fdmnber  w»iirin|r  the 
repairs. 
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Failure  to 
Comply  with 
Notices. 


Meter  116.  Meter  Abuses  will  be  placed  on  meters  by  the  d^sartment  upon 
payment  of  a  fee  of  one  dollar.  Dirty  glasses  and  dials  will  be  deaaed 
and  koky  spindles  packed  by  the  dep^-rtment  without  charge. 

117.  The  department  shall  order  a  hcensed  plumber  to  perform 
all  the  work  and  all  the  expense  in  connection  therewith  shall  become 
a  hen  against  the  premises  as  provided  by  law  under  the  following 
eireumstaoces: 

(a)  Upon  failure  of  an  owner  or  consumer  to  obtain  a  permit  for  the  installation 
of  a  meter  within  the  time  specified  in  the  department  order  for  such  installation. 

(b)  Upon  failiu-e  of  an  owner  or  consumer  to  have  a  hcensed  plumber  obtain  a  pmnit 
to  repair  a  meter  within  the  time  specified  in  the  notice  from  the  department. 

(c)  Upon  failiure  of  owner  or  consumer  to  reset  meter,  permit  for  which  had  been 
previously  obtained,  within  1^  time  specified  in  the  notice  from  the  departmmt  to 
reset  the  meter. 

(d)  Upon  failiue  of  the  owner  or  consumer  to  place  the  meter  in  an  acceaB&le  locatioQ 
within  the  time  specified  in  the  notice  from  the  department  to  do  so. 

118.    Upon  failure  of  an  owner  or  consumer  to  properly  protect  a  water  meter  or 
seal  within  the  time  specified  in  a  notice  from  the  department,  the  water  supply  will 
be  shut  off  at  the  tap  and  the  service  will  not  be  permitted  to  be  resumed  until  the 
meter  or  seal  has  been  pn^periy  prateetod  and  tiie  cost  ineurted  in  sbntting  i&  tiie 
has  been  paid* 

Reduction  119.  When  accurate  registration  cannot  be  obtained  on  a  metered 
of  Size  of  service  due  to  insufficient  consumption  in  the  building  to  properly 
Meter.  operate  the  meter,  a  smaller  meter  of  a  size  to  be  designated  by  the 
departm^t,  shall  be  installed  to  cover  the  smice.  When  such  reductiim 
in  xsakxx  is  effected,  the  outlet  piping  from  the  m^aor  shall  be  of  the  same  sase 
as  the  meter  for  a  distance  ctf  at  least  10  feet. 

Service  120.    In  any  premises  where  water  may  be  obtained  through  more 

Shut~o^    than  one  metered  service,  the  department  reserves  the  right  to  shut 

off  and  seal  any  service, 

121.   Private  fire  lines  shall  be  metered.  No  connection  with  any 
commerdal  or  other  Une  within  the  premises  will  be  pamitted  <m  a  line 
covered  by  a  fire  meter. 


Fire  Lines. 


Fire  Line 


Miscellaneous 
Fixtures  to 
be  Mletwred* 

xatuB  is  metered. 


122.  For  the  purpose  of  a  fire  line  test  or  lubrication  of  a  fire 

meter,  1,000  cubic  feet  per  month,  per  inch  diameter  of  met«, 
may  be  consumed,  for  which  the  regulation  charge  will  be  made. 

123.  No  display  fountain,  swimming  tank,  plunge  bath,  hydraulic 
ram,  or  other  ap^Uance  requiring  for  its  operation  the  pressure 
from  the  street  muam  cnt  the  consuni|>1ion  di  wat^,  shall  be  mstalled 
or  be  used  eso^  wbeire  tiie  siq^y  of  wat^  to  the  fissure  or 


street  Surface 
9 


Standard  Corporation  Cock 
Qfld  liMI  Pl«ce 


Mkk  5taadcinj\»eiqW  tcadpsft 
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It  -  t 


V  n 


$Cttinq  of  Z  or  more  meters  on  a 
sincjle  service. 


Teat  tec  and  volvt 
on  outlet  fti<le 
wtionol  ^or 
f  9$  QodrmelenL 


/ 


Note- 
All  meters  shall  be  loooled  where  thei^  wiu 
be  free  from  other  heot  or  froat  end 
where  thet^  will  be  reodili)  occe^sible 
for  readino,  testincj  and  repairing.  )n  no 
cose  shQU  the  meter  reoister  be  more 
than  fbur  feet  above  -the  fleer. 
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